Smart choice for power 


Stay ahead of the competition. 
Save on unnecessary parts and labor! 


In the competitive market of renewable energy dealers you 
need to stay ahead of the competition. Installing the Xantrex 
GT 3.0 Grid Tie inverter keeps you in the lead. 


The wiring box offers eight different access points, can be used 
as a communication and wiring raceway, and comes with a 
code compliant DC disconnect. Dealers save money on parts 
and labor by installing the GT 3.0. 


Offer your customers a better price and stay ahead of 
the competition by installing a GT 3.0! 


For more information visit www.xantrex.com/gridtie 


xantrex 


Xantrex GT 3.0 Grid 
Tie inverter 


Code compliant DC disconnect included 
Mounting bracket included 

Back lit LCD display included 

3000 watts continuous power to 40°C 
195V to 600V DC input voltage range 
94.96% peak efficiency 

8 wiring box access points 

Simple multiple-inverter installations 
FCC class B 


www.xantrex.com 


id & Off-Grid! 
 Modules- Both On-Gr 
plenty of P 


<AEFE Solar Has It All! 


The only one-stop, full-service wholesale 
distributor you'll ever need! 


Featured this Mouth 


AEE 
Exclusive! 


Small PV Modules 
Our new proprietary line of 5-, 10-,20- and 50-watt 
modules for remote power, telecom and water 


pumping applications. 


Evergreen 12-Volt 
PV Modules 
Hard-to-find 12-volt mod- 
ules for battery charging 
systems; 110 watts. 


(A) 


Custom-Configured 
Power Panels 

Power panels with Outback, Xantrex or 
SMA inverters for grid-connected and 
Stand-alone applications. 


Hetiewabl. Energy 


> Competitive prices on all the top brands. 

> Unsurpassed technical expertise — off-grid and grid-tie, solar, wind and hydro. 

> Widest selection in the business, including all items for NEC-compliant installations. 
> A 25-year reputation for delivering the highest standards in dealer satisfaction. 


2005 AEE Catalog 
At AEE Solar Supersource, we offer Now Available - 
: with space for your mea, 
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Wind & Hydro. All balance of- System Item 


| . = ™ Fronius IG 4000 


Grundfos 
SQFliex Pumps 


Solar-powered deep-well 
pumps deliver 25,000 gallons 
per day at 25 feet.Can pump 
from depths up to 500 feet. 


& IG 5100 

New, higher power inverters 
from Fronius that weigh just 
42 pounds! 


Introducing the =f 
Sunny Boy 3800U al 
The latest edition to the SMA 
line of grid-tie inverters 
MC 
AEE PV-Grounding Lugs : 
Exclusive! NEC-compliant lay-in lugs with UniRac PV Mounts 
Stainless steel set screws for Roof, pole and ground mounting structures 
module grounding. for all makes and models of modules. 


12-Volt Fans Lighting 
High-efficiency attic/ Super-efficient 12-volt 
greenhouse fans for flood lamps. Come in three 
battery or array-direct sizes, with an array of either 
applications. 18,45 or 99 white LEDs. 


AEE 
Exclusive! ; 142-volt LED NEW! 


Dealers: order online at aeesolar.com 


Our online-ordering and account-access system is now fully operational. Makes 
ordering and tracking easier than ever - call us fora password and quick demo! 


800-777-6609 


8:30 - 5:00 Pacific Time, Monday - Friday 


Solar 


www.aeesolar.com — S UPERSOURCE 
Bringing Power to the People Since 1979 
1155 Redway Drive * PO Box 339, Redway, CA 95560 formerly Alternative 


707-923-2277 tel * 707-923-3009 fax + info@aeesolar.com Energy Engineering 


THE SUNNY BOY 3800 PROVIDES MORE POWER, AT LOWER COST, 
THAN EVER BEFORE. THE SUNNY BEAM CAN PROVE IT. 


The Sunny Boy 3800U is the newest in our long line of high A sleek desktop or wall mount unit, this is a wireless meter that 

efficiency solar inverters. communicates between your Sunny Boy inverters and the Sunny 
Beam. It's portable and provides daily, current and overall energy 

Compatible with today’s larger solar modules, at 3,800 Watts the yields, along with internal data storage. It works with up to four 

Sunny Boy 3800U can handle the energy needs of a medium to SMA inverters, and if you like, attaches to your laptop or PC. 

large home easily. Retrofittable to all preexisting Sunny Boy systems, it takes just 


minutes to install. 
All at a lower cost than ever before. 


Monitor and manage your Sunny Boy solar-powered system with 


But don't take our word for it. the Sunny Beam, and watch your power, and your savings, soar. 


Pair your Sunny Boy system 
with SMA's Sunny Beam, 
and see for yourself. 


Solar Today... 
Energy Tomorrow. 


SMA America, Inc. 
12438 Loma Rica Drive 
Grass Valley, CA 95945 


Tel. 1.530.273.4895 
Faxelmo SO 2747 27 | 
Email: info@sma-america.com 
Web: www.sma-america.com 


www.usbattery.com 


environment clean and green for future generations, as well as 
providing you with premium deep cycle products guaranteed to deliver 
your power requirements when you need them. 


DON'T SeTTLeE 

pera: FOR ANYTHING Less 

ganemicrenis THAN U.S. BaTTeRyY 
& COMPANY PRODUCTS! 


1675 Sampson Ave. Corona, CA 91719 (800) 695-0945 / 653 Industrial Park Dr., Evans, GA 30809 (800) 522-0945 


Not all batteries are 
_Ccreatec d.equal!. 


. am! Ih S. wal liquid reserve ‘ - 
* 10 year warranty - ZS 
15 year average life ap 


— 


“hb 


Xt 


eLUaed 


BATTERY ENGINEERING 


1-800-681-9914 = 
sales@rollsbattery.com EINEM Battory Company Lid. 


The ReadyWatt® Family of Products 


The growing ReadyWatt® family of renewable energy products designed and built to our high standards and is ETL® listed, offering 
includes integrated power systems for grid-tie, off-grid, and remote you a dependable system that is code-compliant, aesthetically 
cabins — as well as pass-through and combiner boxes, remote water pleasing, and quick and easy to install. Call today to find out more 
pumping kits, wire and cables, and RV solar power kits. Each is about how our family can make life a little easier for yours. 

For a ReadyWatt® dealer near you, call 

800 GO SOLAR (Dealer Inquiries Welcome). Fnerg 


Come see us at Solar Power 2005 O : 
ReadyWatt is a registered trademark of Energy Outtfitters®. Oct. 5-9, Washington, DC — Booth #11 U | (ter. S. 
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Risa Buck 


A commitment to sustainability and lots of hard work, turned this 
city lot into a showcase of renewable energy technologies and an 
oasis of abundant living. 


SECMISC 
Scott Russell 


What would it cost to power your home with solar energy? Use 
these simple guidelines to get your solar start today. 


heat 


Gary Reysa 


The author builds a simple and inexpensive solar hot air collector 
to heat his workshop. You can too. 


light 
Chris Herman 


Use these daylighting strategies to save energy, illuminate interior 
spaces, and make your home more comfortable. 
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ptimism and perseverance are two personality traits that most 

renewable energy (RE) advocates have honed over the years. They’re 

survival skills, really. In early August, President Bush signed into 
law the first comprehensive U.S. energy legislation since 1992. While the 
overwhelming majority of the bill’s provisions are sure to challenge even the 
steadfast optimism of seasoned RE supporters, the following new tax credits 
could help bring RE and efficiency into more U.S. homes and businesses: 


Solar-electric and solar water heating systems. Homeowners can receive 
a tax credit for up to 30 percent of their solar equipment and installation costs, 
with a maximum credit of US$2,000. The current solar tax credit for commercial 
systems was increased from 10 percent to 30 percent, with no cap on credit 
amount. 


Hybrid gas-electric vehicles. The current federal US$2,000 tax deduction for 
hybrid vehicles was changed to a tax credit of up to US$3,400 (bigger credits will 
go to hybrids that save the most fuel compared with 2002 models). This credit 
takes effect January 1, 2006—but you'll have to hurry to take advantage of it. 
Only the first 60,000 hybrid vehicles sold by each automaker will qualify. 


Efficiency upgrades for existing homes. This new tax credit covers 10 
percent (up to US$500) of your home energy improvements, such as adding 
insulation, installing more energy efficient windows, or buying a high efficiency 
central air conditioner, heat pump, or water heater. 


The Solar Energy Industries Association (SEIA) worked tirelessly and 
succeeded in their efforts to have solar credits included in the bill. While these 
credits are short-lived as written, one of SEIA’s main goals this fall will be the 
extension of both the residential and commercial solar credits. We can all help 
in this effort by using the credits, and installing solar-electric and solar water 
heating systems. If public demand is high, it will send an unmistakable message 
to our representatives that the people in this country want renewable energy to 
be part of our collective energy future. 


—Joe Schwartz for the Home Power crew 


Think About It... 


We don’t have to wait for some grand utopian future. The future is an infinite 


succession of presents, and to live now as we think human beings should live, 
in defiance of all that is bad around us, is itself a marvelous victory. 


Howard Zinn, historian 
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SolarMax 240 Solar + Panel 


Solar Air Heating System 
Each kil ia recomumended far 1000 ce ft 
of Sommespate, Whee heating feel prices 
are on the increaca, wey not use the 
Solarian to decreace your fuel demand 
by 30-50%? Pays for iteel? in a short 
3-6 years! Works with any existing 
hagting syttem 


Savin Sun OX Drainback 
Solar Water Heating System 
Camplete kita, Pave for teal! cevernl 
times over tts lifetime. Start savin now! 


Cca1t Ag Great for camping, Use for I-way 
oF Pa Ps radios, Wwalkmans, CO players, GPS,» 
Sther mobile davies. Chansa 5, 10 

of 20 Watts, 12V, Made in USA 
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Miller Gas refrigerators 
Your old 7 cu ft gas fridge too small? 
We wow have larger ones availablel 


Alr-x% 400W Wind Turbine PLUS 
Complete 29° Tower Kit 
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Chocée fram if te i? cu A 
Made in USA 


Chae great price far everything \ 
wou need fo install an Abr-=*, Cable, 
hardware and even galvanined tubing! 7 
Simple te indtall bower kit required mo 
COonmonete and noggin pole. Usaaliy 
intiaiia ia bas heure, Ta-atack and 
chips UPS. Made in WA 
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Southwest Windpower 


SUNLINQ™ Foldable Solar Panels 
Lightwerght, foldable and derable, thete 
mobile modeles ate desigeed ta charge 

| and maistaia your batteries aad provide 
| power fervour portable Hlectranics 
. including cell phones, POA devices, 
MPI players and laptops, Comes in 
6 90 and i2W. Made in USA 
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Solar Attic Fan 
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and reduce your aif conditioning needs 

Easy to ingiall, no AC wiriag needed, J 
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PVI 2500 

2500W Grid-Tie Inwerter 
Breakthrough in qwality & proce! 
[Includes display & PC pert for free 
Lightweeght at S5fba. Unlike othe 
inverters, power is not derated at 
higher temperatures 
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Excel NE Compost Toilet 

The Odor-Free 
Environmental Solution 

The premier non-electric compost tolbet 
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Risa Buck 
Photos by Pam Lott 


©2005 Risa Buck 


ourteen years ago, I moved to Ashland, Oregon, hoping to 
settle in and create a more permanent place to call home. 
I was very fortunate to have bought a 1950s house and an 
old shed on a half-acre of land with two friends. When our 
circumstances changed, I remained the sole caretaker of this land. I 
wanted to move out of the original house and build a smaller, passive 
solar home. I knew that I wanted to create a place that was efficient and 
sustainable. Since I was several screws short of being a builder, it was 
obvious that I had a lot of homework and networking to do. 

In the mid ‘80s through the early ‘90s, I lived in a five-person 
vegetarian cooperative in Davis, California. There, I was first exposed 
to permaculture concepts, which include nurturing the relationships 
that exist between the land, animals, and people. Wise use of resources 
and integrating different systems (composting, plant diversity, seed 
collecting) also play an important part. What began with the pleasures 
and necessity of eating fresh, local food, traveled full circle to include 
every aspect of my life—from what I consume and where it comes from, 
to how it was created and what the costs are (human, environmental, 
economic, political, and spiritual). I built my house the way I did 
because it expresses (in part) the way I want to be in the world. 

Since that time, I’ve created a place to live that’s become not just a 
home, but a way of relating with the world around me. The off-grid 
home designed for one person a decade ago has blossomed into a 
“sustainable urban homestead,” which I now share with my partner 
Pam and dog Ahlyo. Other developments include a wind generator, 
straw bale studio, water catchment systems, and extensive gardens. 


This off-grid, passive solar homestead uses wise design to achieve thermal 
comfort, energy efficiency, and sustain its occupants. On the roof, a solar 
thermal collector heats the home’s water, and a solar-electric array provides 
electricity. A small wind generator supplements the solar electricity during 
winter months. Below the middle, front windows, a raised cinder-block bed 
provides a perfect place to grow greens in winter and heat-loving vegetables 
in the summer. Fourteen years ago, this homestead was a barren lot, with a 
dense peppering of star thistle and foxtail weeds. 
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Above: Large south-facing windows 
admit an abundance of sunlight, 
eliminating the need for artificial lighting 
during the day, and providing heat 
during the winter. In the summertime, 
drawing the shades prevents the rooms 
from overheating. 


Top: Smart design in this passive solar 
house means maximizing small spaces 
and “stacking functions.” Here, a loft 
above the kitchen serves as a storage 
area for the water heater tank, which is 
connected to a rooftop solar collector. 
This arrangement allows water from the 
tank to be delivered to the kitchen and 
bathroom below by gravity, instead of 
an electric pump. 


Shelter 


I worked with architect Ryan Langemeyer, who 
had been one of my housemates in the original 
house (now a rental home) on the property. 
Ryan is a great problem-solver, and there was no 
shortage of challenges and opportunities during 
this project. 

With good southern exposure, the long, 
rectangular lot lent itself well to building a passive 
solar home. To maximize solar gain into the house, 
most of the windows face south. A south-facing 
roof allowed a place to mount solar hot water 
and solar-electric panels. A dense dirt mound 
(berm) along the north side of the 
house creates additional insulation 
and thermal mass, which helps keep 
the house cooler in the summer and 
warmer in the winter. The passive 
solar design was a natural choice that 
allows the flexibility to change with 
the seasons. In the summer, we use 
window shades and grape arbors to 
shade the house. During wintertime, 
the grapevines die back, and we open 
the shades to let in as much light and 
heat as possible. 

Each year that passes, the thermal comfort of the 
house and surrounding area improves, especially 
in the summertime. As the grapes and trees mature, 
more shade is generated, cooling the entire area. It 
is tricky planting very large trees because we don’t 
want to shade the rooftop PV panels or solar hot 
water panel. 

On summer evenings, when _ outside 
temperatures become cooler, we open windows to 
lower the indoor temperature. In the morning, as 
temperatures rise, we close windows and shades to 
retain the coolness. 

A south-facing, cinder-block raised bed allows 
winter gardening with freeze protection due to 
its close proximity to the house. In addition, the 
reflective heat from the windows, the overhang, 
and the masonry block create a heat sink. During 
the summer months, the bed really heats up and 
makes for happy tomatoes, eggplant, basil, and 
peppers. I can extend the growing season on both 
ends without a greenhouse. 


Straw Bale Studio 

When I first considered the design possibilities 
for my home, I was very interested in straw 
bale construction and energy independence. 
I chose to pursue off-grid living, although I 
regretted not building a straw bale home. Five 
years later, I got my chance to build with straw, 
when I needed to replace the shed that was 
deteriorating. 
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Above: Risa gets her gloves 
muddy applying the first 
layer, or scratch coat, of 
earthen plaster on the 
straw bale studio’s exterior 
walls. 


Middle: One hundred straw 
bales, purchased from a 
local farmer, were used to 
construct the studio. 


Top: The completed studio. 


Building code dictated that the walls of the straw 
bale studio be non-load bearing, although that building 
code has now been revised. We poured the concrete 
floor and constructed the framework first. Once that 
was complete, I organized a three-day work party. A 
couple of experienced “strawpenters” guided the 30- 
person crew to stack bales, attach chicken wire, and 
apply stucco. 

The straw bale design is very simple. The 17-by-17- 
foot building has an open floor plan, with a toilet and 
small sink enclosed in one corner. A couple of truth 
windows—small cut-aways in the walls—reveal the 
straw and chicken wire behind the plaster. 

The coolness inside the straw bale studio in the 
summer is comparable to air conditioning. Similarly, 
in the winter, once the space is heated, it takes very 
little energy to keep the space warm. The insulating 
qualities (2-foot-thick; 61 cm walls) of the straw bale 
studio far surpass any other kind of building I have 
been in. It has a unique aliveness and character with its 
undulating walls. 


Trasn to ireasure 

Whenever possible, we use salvaged materials. When 
the local co-op built a new store, I scored the bakery 
shelves and adapted them as a multi-use cabinet for 
food storage on one end and the stereo and music 
collection on the other. An old fire escape ladder, with 
wheels welded on the bottom for mobility, provides 
access to the loft above the kitchen. We extended 
one of the grape trellises by using an old metal bed 
and various other collected metals. We converted a 
newspaper recycling bin from the local Lion’s Club 
into a garden shed. Besides being more cost effective 
and usually higher quality, an additional benefit from 
reusing materials is reducing waste (items slated for 
the landfill get a new lease on life). An incredible 
abundance of resources are available because one 
person’s discard is another’s asset. The satisfaction 
from obtaining these materials is priceless—it keeps 
life going as one gigantic treasure hunt. 


at a glance 


Location: Ashland, Oregon Property Size: 0.5 acres 
Main House: 800 sq. ft. Studio: 289 sq. ft. 


Energy Systems: Off-grid, wind and solar-electric; solar hot 
water system with propane, on-demand backup water heater. 
Average daily electricity production: 1.6 DC KWH 


Water System: Rainwater harvesting and catchment for irrigation. 
Capacity: 3,000 gallons (ferro-cement tank); 10,000 gallons (pond) 


Space Heating: Masonry stove; Annual wood use: 1 cord of a 
hardwood, like oak or madrone 


Cooking & Refrigeration: Propane cookstove and refrigerator 


Food Production: Extensive gardens that include raspberries, 
‘Concord’ and ‘Red Flame’ grapes, fig, kiwi, apple, persimmon, 
almond, olive, Asian pear, plum, peach, cucumber, garlic, sugar 
snap peas, greens, squash, tomatoes, basil, eggplant, peppers, 
and okra; Winter food production: 5 percent; Summer: 66 
percent 


Transportation: By foot and by bicycle (85 percent); by biodiesel- 
fueled car (15 percent) 


What We Love Best: “We get the best of both worlds. We’re 
close enough to town to walk or bike, and we have the space to 
live with greenery, critters, and Ashland’s surrounding beauty.” 


Special Challenges: “The ferocious unsustainable development 
happening in the valley. In the last several years, overinflated real 
estate prices have made it difficult or impossible for households 
with ‘regular’ incomes to live here. 


“Also, when we need a technician to work on our various 
systems, it is still tough to find someone who can problem-solve 
the solution. We thank the heavens for Joe Schwartz, HP tech 
editor and CEO.” 


Risa, Pam, and Ahlyo dine alfresco on the patio they constructed 

using concrete salvaged from two neighborhood construction jobs. 
Originally destined for the dump, the neighbors were happy to find a 
home for it (and avoid the disposal fee). The concrete was broken into 
smaller pieces, and transported across the yard, one or two pieces at a 
time—tough work, but a great payoff for the sweat equity. 
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Above (left): On the middle roof—a solar 
thermal collector preheats the household’s 
water. An array of solar-electric panels on the 
upper roof meets the majority of the home’s 
electrical needs. An Air 303 wind turbine also 
contributes to the home’s energy production 
and keeps the batteries charged during winter 
months, when there is typically less sunshine 
and more wind. 


Above (right): Living in town lets Risa and 
Pam walk and bike to many places. For longer 
trips, they use Risa’s Volkswagen Golf TDI. 
They fuel her car with biodiesel, a plant- 
based, renewable fuel, making this car, which 
averages 48 mpg, an even cleaner, greener 
vehicle. 


Below: The fuel-efficient masonry stove does 
double duty as a home heater and clothes 
dryer when the laundry is hung in front of 

it on a retractable clothesline. Combining 
passive and active strategies like these 
maximizes the house’s energy efficiency. 


Energy 


My house still is the only city-sanctioned, off-grid home within the city limits. 
Initially, the City of Ashland was concerned about my energy independence. 
They were concerned that if I provided my own electricity, I might be at 
risk of “running out.” I believe they feared a mini-revolution of wannabe, 
off-gridders following in my footsteps. But this fear was unfounded. The 
energy needs for an average household are considerably greater, and an off- 
erid system to meet those needs would be more costly than the very modest 
system that sustains us. 

The 370-watt solar-electric (photovoltaic; PV) system works year-round. 
In the winter, when there is less sunshine, a wind generator supplements the 
charging of the system’s batteries. With two of us using a system originally 
sized for one, we are mindful (some might accuse me of being hypervigilant) 
of our energy usage. 

Our house takes advantage of several efficient 12-volt appliances. A 12- 
volt car stereo system offers the best sound for the lowest electrical use and 
cost. I chose a 12-volt television for the same reasons. My laptop computer 
runs on 12-volt DC and 120-volt AC. And, in summer, a 12-volt ceiling fan 
runs constantly to circulate air in the house. 

We don’t have the luxury of ignoring the bigger picture before making 
changes. If a grid-tied home adds a new appliance, the consequence shows 
up in the form of a bigger monthly electric bill. Our consequences would 
likely drain the six Trojan deep-cycle batteries, eventually rendering them 
worthless. Purchasing a new bank of batteries for my small system would run 
about US$1,000. It is not a mistake I want to make even once. 

In the winter, we use about one cord of hardwood in the masonry stove. 
The fire heats air chambers inside the stove, which absorbs the heat and 
radiates it to the surrounding space. This clean-burning, efficient heater 
only requires one fire a day for about 90 minutes. Once the vent and flue 
are shut, the stove radiates heat for the next 24 hours, maintaining indoor 
temperatures between 67°F and 70°F (19-21°C). Raising the window shades 
on sunny winter days also maximizes any solar gain and helps heat the 
home. 

A rooftop solar collector heats household water. In the summer, the 
sun heats the water between 140°F and 160°F (60—71°C). In the winter, the 
sun only heats the water to about 80°F (27°C). I learned the first winter that 
you cannot comfortably wash dishes and bathe at that temperature. Now, a 
propane, on-demand heater supplements the solar water heater. 
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Food & Water 


An important part of our homestead is creating a balanced landscape that 
helps support itself, and works with where and how we live. As a small 
household, we grow a fair amount of food, relying more heavily on the 
garden during spring, summer, and fall. We pay particular attention to 
building good soil, which helps with water conservation, and makes for 
happy earthworms and other critters. A diverse mix of fruit and shade 
trees, shrubs, perennials, herbs, and veggies are planted in multistoried 
layers, which help support one another by shading or by providing 
mulch. We also group plants with similar needs together and locate them 
according to the attention they require (plants that need more tending are 
closer to the house). One special consideration is solar access, and making 
sure to plant accordingly to avoid blocking solar gain to the house. 

The grounds have changed dramatically over the years, and have 
been further enhanced by Pam’s garden design expertise. Fourteen 
years ago, the backyard had an English walnut tree, pampas grass, 
and ‘Red Flame’ grapes, but the dominant species were star thistle 
and foxtail weeds. When it rained, water rushed toward the end of the 
property and eroded the hillside below. Today, the walnut and grape 
are in an expanding community with 
trees, bushes, vines, veggies, herbs, and 
flowers. The erosion has ceased. 

Each area of our landscape has a 

we a a »" specific function and purpose, whether 
bee POE ANNAN ” it’s growing veggies or providing shade 
for us to hang out. As the garden gets 
more established, it becomes more 
self-sustaining. Besides enjoying the 
seasonal and annual changes, there’s 


Above: A luscious crop of peaches was only a small nothing like stepping out the front door 
sampling of the delicious harvest from Risa and and picking a fresh salad or filling a 
Pam’s front yard garden. This year’s bumper crop cereal bow! full of raspberries. 


has been quarts and quarts of raspberries. 


Top: In bloom—a wide assortment of perennials 
and annuals grace the gardens, providing 
wonderful color, sweet fragrances, and plenty of 
special nooks and crannies for wild creatures. 


At right (upper): A ferro-cement cistern, built on 
site, contains up to 3,000 gallons of rainwater that 
washes from the rooftops of the main home and 
straw bale studio. The tank was constructed by 
workshop participants in 1996. With the addition of 
the pond, the tank now serves as standby storage 
for times when the pond dips below the 3-foot 
mark. Both are used for irrigation. 


Right: A rainwater catchment pond acts as the 
homestead’s primary reservoir, storing between 
8,000 to 12,000 gallons of water. It also hosts a 
variety of wildlife. Gambusia (mosquito larvae- 
eating fish) share the pond with tadpoles, snails, 
Anacharis (a submerged aquatic plant that 
oxygenates the water), and water lilies. Since 

the pond was built, a great blue heron and two 
ducks have visited, as well as fox, deer, raccoon, 
gophers, ground squirrels, and skunks. Future plans 
include raising fish for food, so an aeration system 
was recently installed (powered by excess solar- 
electricity generated on site), to ensure adequate 
oxygen to the plants and animals living in it. 
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A work in progress—the half-acre 
14 years ago, and today. 


Home, Sustainable Home 


I feel very grateful to be on this adventure of creating a 
sustainable urban homestead. The unfolding of what a 
half-acre of land can become is well underway. It has been 
my palette for integrating beauty (building stuff) with the 
natural surroundings. The support and participation of 
friends and family over the last decade have helped make 
it possible. 

This article has provided some_ snippets of 
accomplishments and highlights since 1995, but I consider 
my evolving homestead a lifelong journey of creating and 
re-creating, figuring out what works and what might work 
better. I believe it is possible as an individual to make a 
positive difference with how we impact our environment. It 
is because of that belief that I feel encouraged and hopeful. 

Wecanalldo more with less. Although I strive to consider, 
as much as possible, the many-layered consequences from 
my choices, I am not, nor have I tried to be, a purist in any 
sense of the word. I am a consumer, and I want to be a 
conscientious consumer. 

My chosen lifestyle connects me closely with my 
environment. It is a daily relationship that I cherish. From 


Pam, Risa, and 
Ahlyo. 


the food we grow to eat and the food we purchase (local 
and organic), to the various scavenged materials, the energy 
generated by the sun and wind, and the used cooking oil 
collected from local restaurants for making biodiesel to fuel 
my diesel car—all of these things and more are decisions 
we make every day. The lifestyle we have chosen is not 
for everyone. It is a conscious choice to live here in this 
way. It feels so luxurious to be able to have an integrated 
connection with my surroundings and then be able to go up 
the street to the co-op, the movies, or the public swimming 
pool. That’s a pretty good life. 

And last but not least, I now get to officially thank 
CJ Banner and Tracy Wood—two dear friends who have 
participated in so many projects in the last thirteen years. 
Hardly an endeavor has occurred successfully without 
their consult, creativity, and hard work. When they aren’t 
around and there’s a challenging situation (a need to move 
something way too heavy), I imagine how they might 
approach it, and this helps me see it through. Thank you! 
Thank you! 


ACCESS 
Risa Buck & Pam Lott ¢ 541-482-6164 e 
www.pamlottphotoillustration.com 


Ryan Langemeyer, Architect, Sustainability & 
Conservation Development Practices, PO Box 697, 
Ashland, OR 97520 ¢ 541-488-7700 ¢ rylang@mind.net 


Healthy Living Paints 


Zero VOC Interior Paints, Clay-based Wall Coverings, 
Color Washes, Pigments and Milk Paints. 

NEW! Aqua Resin Stain Finish Water-based, Zero 
VOC Interior/Exterior Wood Stains. 


For a FREE Color Catalog call us at (800) 621-2591 
www.bioshieldpaint.com 
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Sunlight has to travel 90,000,000 miles to reach the earth. Despite this enormous dis- BB, 
tance, it’s still bursting with energy when it gets here: the sun's annual irradiation of the 1 iia 
earth could cover worldwide demand for energy ten thousand times over. Whether in the a a 
form of highly efficient solar water pumps, photovoltaic or solar thermal systems, with ) 
intelligent Conergy products and systems you can use this infinite energy immediately. Conergyu 


OUR WORLD IS FULL OF ENERGY. 


Toll-Free (888) 396-6611 | www.conergy.us 


Solar Water Pumps | Photovoltaics | Balance of Systems | Solar Thermal 


THE NEW VALUE FRONTIER 


KYOCERA 


KYOCERA Solar, Inc. 


KYOCERA EMPOWERS YOUR FUTURE 


By expanding the new 
high-efficiency d.Blue 
solar cell technology 
to our entire line of 
photovoltaic modules 


All modules are covered by Kyocera’s 
25-year power output warranty. 


SOLAR by KYOCERA 


Call 800-223-9580 or click 
www.kyocerasolar.com to learn more. 


© 2005 Kyocera Solar, Inc. All Rights Reserved. 


When it comes to shading, 
we've got you covered. 


No matter how much you try, there is no way to avoid shading on the PV arrays. Now, when that 
shading occurs, you can count on Magnetek Aurora Photovoltaic Inverters. Its two fully independent 
MPPT tracking channels allow for two arrays with different input voltages and/or planes and array 
orientations. The result...more energy is harvested during shading. 


In addition, Aurora's industry-leading input voltage range (90-600 Volts) permits the use of modules 
of every power size and voltage. This wide input voltage range allows you to fine-tune your system 
for different wattage modules and string configurations. The result...more energy is harvested. 


Harvest more energy from sunup to sundown with Magnetek Aurora Photovoltaic Inverters. 
Call 866-381-2035 or go online at alternative-energies.com/auroraé4 for further information. 


North America Europe 

Magnetek Inc. Magnetek, SpA 

N50 W13605 Overview Drive Via S.Giorgio 642 

Menomonee Falls, WI 53051 52028 Terranuova Bracciolini, Arezzo, Italy 
Phone: (866) 381-2035 Phone: (+39) 055-9195-1 

Fax: (262) 790-4142 Fax: (+39) 055-9738-270 or (+39) 055-9195-248 
aesales-us@magnetek.com aesales-eu@magnetek. it 


...Or order from these authorized Magnetek Aurora Wholesale Distributors: 


— GLeBAL 
LB soiar DC Power’ Energy SEURCE 
Systems 7 tters. OPTISNS 


; Solar Wind Energy Solutions 
(707) 433-5824 (800) 374-4494 


www.dcpower-systems.com 


(800) GO SOLAR (467-6527) 
www.energyoutfitters.com 


(800) 777-6609 
www.aeesolar.com 


www.globalresourceoptions.com 


Outdoor with 


Transformer 
Indoor 
AURORA PV INVERTERS Transformerless 


MAGNETEK 


UNCOMMON POWER 


www.alternative-energies.com 


— SunWize 


(800) 817-6527 
Www.sunwize.com 


(800) 370-8115 
www.sunpumps.com 


Scott Russell 
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As Home Power's marketing director, I spend a lot of time at fairs and 
other events aimed at getting people interested in renewable energy. 
Without a doubt, the question I get more than any other is, “What does 
a solar-electric system cost for an average home?” Understandably, 
these folks are looking for the sticker price of a grid-tied solar-electric 
system, something to walk away with and compare to other home 
energy or greener living “investment” possibilities. 


The truth is, it’s not much easier to 
answer, “How much will a solar-electric 
system cost me?” than it is to answer, 
“How much will it cost me to build a 
house?” In either case, the answer has to 
start with two words—“It depends...” 
That’s because several variables influence the cost of a 
erid-tied solar-electric (photovoltaic; PV) system. Although 
there’s no pat answer to the price question, the guidelines 
and examples here will help you estimate your costs, and 
get you started on your path to energy independence. 


The average American home uses roughly 830 kilowatt- 
hours (KWH) of electricity each month. But basing system 
costs solely on that number would most likely give you 
an inaccurate and unhelpful result. Your electrical use 
may vary wildly, depending on the season, what kind of 
appliances you use, and your usage habits. 


So how can you gauge your electrical appetite? For a 
quick snapshot of your electrical usage, check out your 
monthly electricity bill. Most bills will include KWH usage 
figures for the last twelve months; this will give you a good 
idea of how much electricity your home uses each year. 

Once you've got a handle on your electrical appetite, taking 
steps to improve the efficiency of your home will be your next 
best move. This can have a tremendous impact on the cost 
of the system you install. Every dollar you spend on making 
your home more efficient decreases the cost of your system 
by approximately US$3 to $5. (For more information, see 
“Calculating Your Energy Appetite,” in HP102.) 

A huge disparity exists between home sizes, efficiencies, 
and personal electrical appetites, and there’s also a similar 
gap in the efficiency potential of different homes. If you 
live in an efficiently built, well-insulated home, with 
modern appliances, compact fluorescent lighting, and high 
performance windows, you may only be able to reduce 
your average electricity use by 5 or 10 percent. But if you’re 
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on the other end of that spectrum, by 
implementing efficiency measures you 
may be able to reduce your use by 
40 percent or more, shaving several 
thousand dollars off the cost of your 
system. For example, just replacing 
an older model refrigerator with a 
modern, more efficient one could 
reduce your electrical usage by 50 
KWH per month. Combine this with 
household-wide efficiency strategies 
and you can make a pretty sizeable 
dent in your system cost. 


Location, Location, Location 
Where you live also affects your system 
costs. Less sunny locales will call for 
larger systems to generate the same 
amount of electricity that a smaller 
system in a sunnier spot can produce. In 
the solar world, sunlight is measured in 
units called “peak sun hours.” Phoenix, 
Arizona, receives an annual average 
of 6.5 peak sun hours per day, while 
Seattle, Washington, only gets 3.7 peak 
sun hours per day. To determine the 
peak sun hours in your region, visit the 
Renewable Resource Data Center’s Web site (see Access). 

Besides the number of peak sun hours in your region, 
average annual temperatures where you live also affect your 
system size, and its relative cost. In colder regions, you may 
use lots of electricity for space heating and water heating. In 
warmer regions, air conditioning can dramatically amplify 
your electricity use. 

Climate and other site-specific variables will also 
determine your solar-electric system’s size and _ its 
production. PV panels operate more efficiently in cooler 
climates and less efficiently in hot ones. Some locations 
regularly receive morning fog or afternoon thunderstorms. 
In dry, dusty climates without regular rains to clean the 
panels, accumulated dust and dirt will reduce the output of 
the system. All of these variables need to be considered when 
sizing a system and estimating its annual production. 


Sample Grid-Tied PV 
System Costs (%) 


Misc. 
Electrical /!nverter 
Rooftop 5%, 9% 
PV Mounts 


PV Modules 
Labor 70% 


12% 
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A Sharp 175-watt solar-electric module, 62 x 32.5 inches. The author, 66.25 x 18.5 inches. 


A Place in the Sun 

Even the sunniest regions won’t guarantee you good system 
performance unless you have unobstructed solar access 
at your site. This daily access to the sun is called your 
“solar window.” You'll need a location on your rooftop or 
elsewhere on your property that: 


e Ideally faces south, but east- or west-facing arrays make 
sense in some cases; 


e Provides enough space for the number of PV 
panels needed, possibly including room for expansion; 


e Enables the entire array of modules unshaded 
exposure to the sun between the hours of 9 AM and 
3 PM, year-round. 


Compromising any of these three conditions can mean 
having to increase the size of your system, which increases 
its cost. 


A Nibble or a Bite’? 

One of the best features of solar electricity is its 
scalability. With a little foresight, you can start small 
and build your system gradually if that better suits your 
budget. 

A starter system can be designed to meet just a portion of 
your home’s daily electricity needs. This is one great benefit 
of a grid-tied system—the remainder of your electricity 
can be purchased from your electric utility, just as before. 
And, if you plan your design for future expansion, adding 
more modules to your array as your pocketbook allows is 
relatively simple. 


23 
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Estimated System Costs Comparison 
San Diego, CA Seattle, WA 


Average monthly electricity use (KWH) | 500i 1,000" 
er (Nery |Tess 
2 


57 
cee 

| 2,100 | 6,300 
: 


ear) 
Total system size (W) 2,100 6,300 1,750 
Roof space needed (sq. ft.) | 95.9 | 257.8 | 171.8 | 515.5 | 
Estimated system cost perKW(USS) | 10_—| 8 


po | 6 | 9 | 6 | 8 | 6 
Sow ees) 


1,750 | 4, 
t 


i 1 
* | of | oF 
Cost after rebates (USS) 


* Module counts are rounded up, since it’s not possible to install “fractions” of a module. 
The result is that all of the examples will produce more than this nominal percentage. 
+ Washington State is currently implementing production-based incentives up to US$2,000 per year. 


Free Money 
Perhaps the most powerful impetus behind the exploding 


popularity of grid-tied solar electricity is the availability Estimating 
of generous financial incentives. In some states, rebate installed Costs 
programs refund as much as 60 percent of the system’s 
installed cost to the homeowner! Illinois residents can The U.S. Department of Energy (DOE) estimates 
recoup from 25 to 50 percent of their costs; New York’s PV that a 2 KW (2,000 watt) system costs US$8 to 
incentive program pays up to 60 percent of total installed $10 per watt to install, while a 5 KW (5,000 watt) 
costs; and Oregon homeowners can receive up to US$10,000 system can cost US$6 to $8 per watt installed. 
in rebates. Add to that state tax credits and exemptions, and The actual cost of an installed system may vary 
low-interest state loans, and the picture gets brighter still. widely depending upon installation complexity, 
You can get up-to-date information on financial incentives location, component availability, and the size of 
at the Database of State Incentives for Renewable Energy the installed system. 
Web site (see Access). 

Rated System Cost Per Installed 
DIY or Go Pro Size (W) Watt (USS) 


Whether to install your solar-electric system yourself or hire 


1,000 to 4,000 W 8 to $10 
a professional is a decision not to be taken lightly. Doing it SoHo 
5,000 W+ $6 to $8 


Even a small system can reduce your utility bills 
while producing clean energy. 


yourself can cut 15 to 25 percent from the total cost, but be 
sure to realistically gauge your ability to design and install 
an efficient, code-compliant, and safe system, and don’t 
forget to consider what your time is worth. If you’re adept 
at wiring and home improvement projects, and have the 
considerable time required to learn the specialties of solar- 
electric installation, you can join the ranks of homeowners 
who successfully self-install. (For a list of recommended 
tools, see “Tools of the Solar-Electric Trade,” in HP105.) 

The vast majority of grid-tied systems are quickly 
and competently installed by licensed professionals who 
bring with them the experience to ensure a system design 
that provides safe, maximized performance. Some rebate 
programs require that a pro installs your system; be sure 
to inquire. (For a directory of professional installers, see 
Access.) 
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Duluth, MIN 


2 
1 


24 


en 
2,800 


343.7 | 229.1 
wow 
29,400 | 22,400 
8,000 | 5,600 


7 


—_ . 
oO) 


| 46 
| 0.70 
[oe 
1,225 | 3,675 | 2,450 | 7,175 || 1,400 _ 

10 
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Atlanta, GA Boston, MA 


500 1,000 
25% 
0 


46 | 46 
0.70 
Zs 
: 


4.6 
23 


1 
1 
22553-0755 2,450 7 175 


214.8 
i a el a ao 
21,000 
Le ee Pe 


no 
i 10 


= 
Ol 


7,875 


Next Steps 

It’s easy to see why there’s no such 
thing as a “one-size-fits-all” sticker 
price for a solar-electric system, but 
a little homework and understanding 
your options both goa long way toward 
reliable planning and budgeting. To 
give you an even better idea of the 
costs involved, check out the Estimated 
System Costs Comparison table 
above, which compares the energy 
production, efficiency, and costs of 
two sizes of solar-electric systems in 
five U.S. cities. 

To take a first pass in estimating 
costs yourself, consider each of the 
variables discussed above and 
determine the: 


e Average KWH used by your home 
each month 


e Peak sun hours for your location 
e Quality of your solar window 


e Financial incentives, if any, 
available in your state 


Use this information to fill in the 
worksheet on the right to figure your 
approximate system size in watts. 
Finally, project your costs based on the 
sliding scale that specifies total cost per 
installed watt. This will give youa rough 
cost projection from which to work. 

To get a better picture of what such 
a system might cost you, two options 
exist: phone a local professional for a 
quote or work through the calculations 
yourself. (Before you call, gather a 


Calculate Your Costs 


Use this easy worksheet to figure out what a professionally installed 
solar-electric system might cost. If you have last year’s electricity bills 
handy, grab them and your calculator, and get started! 


1. First, figure the daily output needed from your PV system: 
Average Monthly Electricity Use 

x 1,000 [converts KWH to Watt-Hours] = 

x Percent(__—s— %)* of Monthly Electrical Use from PVs = 

+ 30 days 

= Daily PV Output Needed 

(*Example: for 25% 
2. Then, calculate the minimum system size [in watts]: 

Daily PV Output Needed [from Step 1] 


+ Average Peak Sun Hours ( _ hrs.) Per Day = 


+ 0.7 [for 70 % System Efficiency Factor] 
= Minimum System Size 
3. Next, determine the number of PV modules you'll need: 
Minimum System Size [from Step 2] 


+ Wattage Rating ( W) of Chosen Module 


= Number of Modules Required Modules 
4. Now you can figure the size of the system: 
Number of Modules Required [from Step 3; round up] __~—~Modules 


x Wattage Rating ( W) of Chosen Module [also from Step 3] 


= System Size [in Watts] 
5. Last, find the approximate system cost: 


System Size [from Step 4] 


x System Cost Per Watt [from sidebar opposite] $_ 


— Rebates & financial incentives $ 


= Approximate System Cost $ 
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few of your recent electric utility bills for easy reference.) National Renewable Energy Laboratory (NREL) ¢ 

The pros know what questions to ask and the relevant http://rredc.nrel.gov /solar/pubs/redbook ¢ 

data for your geographic location, and should be able to Solar insolation data ¢ 

provide a preliminary estimate by phone. An on-site visit http://rredc.nrel.gov/solar/calculators/PVWATTS ¢ 
will be necessary before they can give you a firm quote, PVWATITS calculator 


ae a aa peas oe ene oye Directories of Solar-Electric System Installers: 
electricity with clean, renewable energy. 

Home Power’s Installers Directory, see page 124 or visit 
Access www.homepower.com/resources /directory.cfm 
Scott Russell, Home Power, PO Box 520, Ashland, OR 97520 e 


www.renewableenergyaccess.com/rea/market/business / 
scott.russell@homepower.com * www.homepower.com 


home 
Database of State Incentives for Renewable Energy ¢ 


a ; www.seia.org /about/statechapters.as 
dsireinfo@ncsu.edu * www.dsireusa.org g/ / P 4 


Renewable Resource Data Center ¢ 
http://rredc.nrel.gov/solar/old_data/nsrdb/redbook/ 


Lightweight & Efficient Design a 
Plug 'n Play Installation ite 
Unsurpassed Quality hi 
Breakthrough Price =e 


| 360 Merrimack St. = y 
| Lawrence, MA 01843 io 
PVIZ500 Residential tel: 976-683-9700 fax: 978-683-9702 PVILB00 Residential 


www.solren.com inverters@solren.com 
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Highest quality construction - Quietest operation - No shutdown in high winds 


1.5 Meter 
6-blade fixed-pitch rotor 
50 lbs total weight 


K600 


Y... wait for durability, reliability and high-performance 
in small turbines is over. DC Power Systems is proud 

to introduce Kestrel Wind Turbines to the Americas. 
Kestrel manufactures turbines with unparalleled quality 
to withstand the rigors of even the most difficult wind 
regimes. Thanks to their high efficiency alternators 

and maintenance-free, variable-pitch rotors (K800 and 
K2500), Kestrels produce the highest output in the 
lowest wind speeds. To learn more about our complete 
line of products, contact us by email or phone; or visit our 


website. Dealer inquiries welcome. 


3.8 Meter 
Variable-pitch rotor 
300 lbs total weight 


Sealed alternator prevents corrosion 


EXCLUSIVE DISTRIBUTOR 
NORTH & SOUTH AMERICA 


DC F ower 
systems 


30 C Mill Street 
Healdsburg, CA 95448 
107.433.5824 
matt@dcpower-systems.com 
www.dcpower-systems.com 


This is a solar generated home. 


Ask about the advanced Kyocera MyGen Meridian™ system. 


KYOCERA 


KYOCERA Solar, Inc. 


affordable solar 


Our FRONIUS IG 5000 class grid tied inverters are twice as smart, thanks to the MIX™ Concept — 
an intelligent control system that produces higher energy yield. And a lot more reliable, because of 
dual-inverter architecture using redundant power circuits that can work independently. 


At a weight of only 42 pounds - less than half the competition — the FRONIUS IG 5100 delivers 
5,100 Watts, including built-in DC and AC disconnects to make installation even easier. 


You also get user-friendly tools like the informative display and remote monitoring that help make 
the FRONIUS IG 5000 class the only inverters in their power range with an established track record. 


Find out why more than 100,000 FRONIUS IG inverters have been installed worldwide. 


It’s because they really are better than the rest. And you don’t have to say that twice. 


Fronius USA LLC 5266 Hollister Avenue #117, Santa Barbara, CA 93111 
Tel: 805-683-2200 Email: pv-us@fronius.com Web: www.fronius.com 
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POWERING YOUR FUTURE 
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Gary Reysa’s shop is heated by this inexpensive and easy-to-build solar hot air collector, installed on the building's south face. 


fter walking into our new workshop one December 

morning and finding the inside temperature to be 

a bone-chilling 10°F (-12°C), I decided that it was 
time for a heating system! Given the rising costs of propane 
and our environmental concerns about using nonrenewable 
fossil fuels, a solar solution seemed fitting. 

I reviewed many solar collector concepts, and finally 
decided to install a thermosiphon air collector on the 
south wall of the building. The concept is elegant and 
simple. A thermosiphon design uses only the buoyancy of 
heated air to circulate air through the collector, eliminating 
the cost, maintenance, and energy consumption of fans, 
sensors, and controllers commonly used in other collector 
designs. On a sunny day, in a cold climate like ours here in 
Bozeman, Montana, this simple system can produce the heat 
equivalent of burning about 2 gallons (8 1) of propane. 

To minimize material use, I integrated the collector 
within the building’s structure. I also tried to make the 
collector easy to construct using readily available materials. 
In fact, making this collector should only take one trip to the 
hardware store and US$350. Set aside two or three days to 
complete the project. 


How It Works 

The thermosiphon collector consists of clear, corrugated 
polycarbonate panels fastened to vertical 2 by 6s. The clear 
panels, on the building’s south face, admit sunlight. An 


absorber—in this case, two layers of black metal window 
screen—suspended inside the collector captures the sun’s 
heat energy. The air around the mesh expands and rises as 
it warms, creating a convection current. Vents located at the 
top and bottom of the collector allow air to circulate and 
become heated. Cool air enters the lower vent, is heated by 
the absorber, and rises through to the upper vents that exit 
into the building’s interior. This circulation of air continues 
as long as the sun shines on the collector. 


Materials used to construct the thermosiphon collector can be 
found at most lumberyards and hardware stores. 
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At night, as air in the collector cools to outside 
temperatures, airflow tries to reverse. Air in the collector 
sinks through the bottom vents and attempts to pull the 
warmed air from the building through the top vents. Use 
of flapper valves on the top vents helps prevent this reverse 
circulation and keeps the heat inside. 


Nuts & Bolts 

The collector is 20 feet wide by 8 feet high (6.1 x 2.4 m) for 
an overall area of 160 square feet (15 m7). The collector is 
6 inches (15 cm) deep. In most cases, make the collector as 
large as your south wall allows (see sidebar). The top vent 
and bottom vent areas should each be at least 50 percent of 
the collector’s horizontal cross-sectional area (again, more 
is better). 

The collector frame is constructed from wood, and 
consists of six vertical members, a bottom sill, and a top sill. 
The six vertical 2 by 6s divide the collector into five, 4-foot- 
wide (1.2 m) bays. A 2 by 6 is used for the bottom sill. A 2 
by 8 is used for the top sill, which should be sloped at about 
10 degrees to shed rain. The collector frame attaches to the 
building by lag bolts from the inside. 

The collector is glazed with clear Suntuf corrugated 
polycarbonate panels (see Access). These panels have an 
ultraviolet light-resistant coating on their sun-facing side 
to extend their life. Each panel is 26 inches (66 cm) wide 
by 96 inches (244 cm) high. There are ten panels. Pairs of 
26-inch-wide panels are joined over a 1- by 1-inch (2.5 x 2.5 
cm) vertical wood strip to make the 4-foot-wide panels for 
each bay. Two, 1- by 1-inch horizontal members provide 
additional support for the glazing. 

The absorber is installed on battens placed about 
halfway between the glazing and siding. After measuring 
the thermal performance with one, two, and three layers of 
window screening, I found that two layers work best. 
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Sizing the Collector 


Usually, the bigger the collector, the better. The 
reasons for this are: 


¢ Most outbuildings suffer high heat losses due 
to high infiltration rates and a lack of adequate 
insulation. The heat a large collector generates 
can be put to good use. 


With this collector design, overheating is 
usually not a problem. Upper vents can be 
easily closed off or thermal mass, such as 
water containers or PVC pipes mounted on 
the ceiling near collector exit vents, can be 
incorporated. This has the added benefit of 
reducing nighttime interior temperature 
SWINGS. 


More collector area provides some allowance 
for partly cloudy and thinly overcast days. 


The added time and material cost to build a 
collector that uses the full wall versus part of 
the wall is small. 


Exceptions to using the full south wall for the 
collector include locations with mild climates, 
well-insulated and well-sealed buildings, or 
buildings that are much longer along their east- 
west axis than their north-south axis. If the full 
south wall is not available, using a portion of the 
wall still pays off. 


The simple design of this thermosiphon collector makes for easy construction and installation. 


Vertical Framing: Top Sill: 
DIX, 2) Oy Galli: 2 by 8, sloped, 


with wiggle closure strip 


Bottom Sill: 
2 by 6 in., with wiggle closure strip 
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Absorber: Glazing Joint Strips: Top Vents: _ 
Black window screen, Five, 1 by 1 in. Ten, 4 by 18 in. 
2 layers 
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Solar Heater 
Construction & Function 


Shop Interior Outside 


Top Sill: 
2 by 8, 
sloped to shed rain 


4 


Flapper Valve: 
Prevents reverse 
convection at night 


unshine: 
Warm Air: Enters collector 


Exits from upper vents 


Warming Air: 
Rises due to 
natural convection 


Dark Window Screen: 
Captures sun’s heat; 
transfers heat to air 


Barn Exterior Wall: 
(Framing not shown) 


= 


Glazing: 
Suntuf corrugated 
polycarbonate panels, 


Cool Air: 26 by 96 in. 


Enters lower vents 


I 
Hardware Cloth: l 
Over vents 


oe A 


“Wiggle” Closure Strip: 
Spacer for corrugations 
(top and bottom) 
Bottom Sill: 
2by6 


Each of the ten top vents and ten bottom vents measures 
4 by 18 inches (10 x 46 cm). These are simply holes cut into 
the building. Inside the building, ten flapper valves made 
from light plastic sheeting prevent backflow through the 
upper vents at night. Half-inch (1.3 cm) hardware cloth is 
installed under the plastic sheets to prevent the flappers 
from being sucked into the vent at night. In the summer, 
blocking off the top vent openings helps prevent the 
building’s interior from overheating. I just staple a piece of 
cardboard over each top vent, but you could install hinged 
vent doors. Shading or covering the panels during the 
summer might also be effective. In the spring and fall, you 
can close some vents and leave others open to control the 
temperature inside. 


Construction Tips 

It took me about three, eight-hour days to build and install 
the collector. Follow these suggestions and you may be able 
to do it in less time! 

First, measure your building’s south wall to determine 
what changes you will have to make to the collector design. 
Pay particular attention to the vertical height available 
and to stud spacing. Next, lay out the vent locations. They 
should be offset enough from the wall studs to allow the 
verticals to be lag-bolted from inside the building. Mark the 
vent locations on the inside and outside of the building to 
ensure no conflicts exist. After you are certain the layout is 
correct, take a deep breath, and cut all of the vents. 

For the frame, cut the top sill long enough to lap over the 
end verticals by at least 1 inch (2.5 cm). Bevel the back of the 
top sill so that it slopes about 10 degrees when fitted against 
the siding. Next, cut all the verticals, noting that the two end 
verticals are longer because they extend below the lower sill. 
The tops of the verticals must be cut to match the slope of 
the top sill. Gang the verticals together and cut the notches 
for the two, 1- by 1-inch horizontal glazing supports. 

Prime and paint everything. Although you do not need 
to repaint the siding under the collector, painting it a dark 
color will improve the collector’s efficiency slightly. Keep in 
mind that a muted version of this color will show through 
the collector screen, so be sure it meets your aesthetic 
sensibilities. 

After the paint has cured, mount all of the verticals to 
the siding. Take care to keep everything level, plumb, and 
straight—this will save you a lot of four-letter words later. 
I fastened the verticals to the wall sheathing and siding 
from the inside using lag bolts. If your siding is not strong 
enough for this, consider mounting the verticals from the 
outside, using lag screws through the verticals and into the 
wall studs. 

Next, attach the top and bottom sills. Use flashing above 
the top sill if desired. Then, seal the collector frame with 
silicone caulk. Mount the battens that will support the 


The frame is mounted on the outside wall 
after the vents are cut. 
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Horizontal support strips run along the back side of 
the corrugated panel sections. Vertical strips inside the 
corrugations tie the panel sections together. 


screen absorber. Staple the window screen onto the battens. 
You can fold the edges of the screen to make it fit in the 
slightly less than 48-inch (122 cm) bay widths. 

Make five 4- by 8-foot (1.2 x 2.4 m) glazing panels by 
joining pairs of the 26-inch-wide by 8-foot-long corrugated 
panels. Overlap the panels by one corrugation, and apply a 
light bead of silicone between the overlapped sheets. Fasten 
the overlapped corrugations to a 1- by 1-inch wood strip 
using screws with EPDM washers. 


A close view of the lower sill, lower vent, left end’s vertical 
glazing supports, and screen absorber. “Wiggle” closure strips 
secured to the sill plates help seal the glazing panels. 
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Hot Air Collector 
Pros & Cons 


FOS, 
Simple (not much to go wrong or watch over) 


Easy to build 

Long life and little maintenance (so far) 

Low initial cost (one-tenth the cost of most 
commercial panels) 

Good economic return on the initial 
investment 

Operation produces no greenhouse gases 
Output can be adjusted by opening and closing 
vents—summer output can be made zero 


Does not impact use of building (I can still pile 
stuff against the interior wall, but now it’s not 
junk—it’s thermal mass) 


Does not require changes to the building 
structure 


My wife doesn’t think it’s ugly (or at least not 
too ugly!) 


Cons: 
¢ It hurts a bit to cut holes in the wall (but you 
get over it) 


The building might require additional 
thermal mass and insulation to keep inside 
temperatures from dropping too much at 
night 


Install the horizontal 1- by 1-inch glazing support strips 
to the collector frame. The surface of the strips should sit 
flush with the surface of the collector’s frame when installed 
in the notches of the 2 by 6s. Do any cleanup, caulking, or 
other work you need to do inside the collector frame now! 
You won't be able to get to the inside after the glazing is 
applied. 

Next, mount the glazing panels. Install the “wiggle” 
closure strips, which fill in the contours of the corrugations, 
on the top and bottom sills. Run caulk beads on the first set 
of verticals and mount the first glazing panel section. (You'll 
quickly find out how square your frame is.) Fasten the panel 
sections to the frame using screws with EPDM washers. 
Install the rest of the sections in the same way. Overlap each 
new section over the last section by one corrugation, using a 
bead of caulk in the overlap. 

Make the flapper valves for the ten inside top vents. I 
used two thicknesses of plastic garbage bag for each flapper. 
Before attaching the flapper, attach '/2-inch hardware cloth 
over each vent. Then, staple the flappers along the top edge 
of the vent, just above the vent opening. 
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The author inspects the thin plastic flapper valve that prevents 
reverse airflow and helps keep heat inside the building. 


Performance 
On sunny winter days, the collector raises daytime interior 
temperatures to between 60 and 75°F (16-24°C), providing 
a comfortable workspace. In my neck of the woods, that’s 
25 to 35°F (14-19°C) above the outside temperature. The 
workshop temperature rises about 10°F (6°C) for each hour 
the sun hits the collector. Warming the workshop from 35 to 
65°F (2-18°C) usually takes about three hours. Through the 
night, and by morning, the building typically cools to about 
8 to 15°F (4-8°C) above the outside temperature. On heavily 
overcast days, the collector does very little heating, but on 
partly cloudy days or with a thin overcast it does provide 
some useful heat. 

For optimal heating performance, be sure to provide 
adequate insulation and to control air infiltration. No solar 


Typical Sunny Winter Day 
Performance 


Temperature (°F) 


8 AM Noon 4PM 8 PM 


Time of Day 


Outside Workshop Lower Vent Upper Vent 


Midnight 4AM 8 AM 


collector will do a good job of heating a workshop that is 
drafty and uninsulated. With the walls and roof insulated 
to R-19, my 576-square-foot (54 m?) workshop has a heat 
loss of about 190 Btu per hour for each degree Fahrenheit 
difference. So, if it’s 60°F inside and 30°F outside, the heat 
loss is: (60°F - 30°F) x 190 Btu/hr = 5,700 Btu/hr. During 
periods of full sun, the collector will gain heat at a rate about 
three times greater than this. 

The graph shows my collector’s typical heating 
performance on a mostly sunny midwinter day. Although 
outside temperatures never rose above 40°F (4°C), the 
collector heated the building from 38°F (3°C) to almost 70°F 
(21°C) during the day. At night, when the collector isn’t 
working, the building’s temperature drops quite a bit. In the 
morning, it takes a few hours of sun to raise the tempera- 
ture inside the workshop to a comfortable level—a good 
excuse to sleep in! If you are determined to start work early, 
more insulation, more thermal mass, or an early morning 
blast from a backup heater would be in order. 

One of the advantages of having a relatively large 
collector is that once the sun is on the collector, the heat 
gain rate is several times the heat loss rate. This excess heat 
raises the temperature of the building’s thermal mass fairly 
quickly. At midday, under typical sunny winter conditions, 
the collector provides a 50 to 60°F (28-33°C) temperature 
rise from the lower vent to the upper vent, and an average 
upper vent velocity from 110 to 120 feet per minute 
(34-37 m/min). The total gain on a sunny day is about 
130,000 Btu (38 KWH). This is equivalent to burning about 2 
gallons of propane at 70 percent efficiency. 

Heat gain estimates are based on measurements of 
the collector temperature rise and the vent exit velocity. 
Combining these with the density of air at temperature 
and the specific heat of air gives the collector’s heat output. 
I consider these estimates to be approximate, but solid 
enough to get a good feel for how well the collector works. 

The rate of heat gain was estimated using the following 
equation: 


G=AxVxDx(T,-T)xH 


Where G is the heat gain rate; A is the vent area; V is the 
velocity of air through the vent; D is the air density; T,, is air 
temperature at the upper vent; T, is the air temperature at 
the lower vent; and H is the specific heat of air. 

I measured the temperatures with several US$2 Taylor 
thermometers from the hardware store. The vent exit 
velocity was taken using a Kestrel wind meter. Although 
this instrumentation might not meet Sandia National 
Laboratories’ standards, I believe it does provide a solid 
estimate of the collector’s performance. 


Economics 

Our only alternative would have been to heat the workshop 
with propane. And, although the cost of a propane heater 
would have been a bit less than the cost of building the 
solar collector, the ongoing cost of propane over our five- 
month heating season would have been US$150 to 200 per 
year. 
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Solar Heater Costs 
Item Cost (US$) 


10 Suntuf corrugated polycarbonate $160 
panels, 2 x 8 ft. 


Black window screen, 4 x 70 ft. 
Lower sill & studs, 2 x 6s, 68 ft. 
Paint, caulk, lag screws, etc. 


Upper sill, 2 x 8s, 22 ft. 
Glazing 1 x 1 in. supports, 130 ft. 


Suntuf “wiggle” closure strips, 40 ft. 


200 Screws with EPDM washers 
Total $350 


The simple payback period of the collector is a couple 
of years on materials cost. You also can consider it as an 
investment of US$350 that’s reaping the benefits of an 
inflation-protected, tax-free return of 50 percent per year. If 
the collector has a life of 20 years, you are in effect paying 
in advance for all the heating the collector will produce 
in a lifetime—at fractions of a penny. Because I use the 
workshop intermittently, I can usually wait for a sunny day 
to warm the building. I haven’t needed to buy a backup 
heater, which is an additional savings. 


Collector Variations 

With a bit more investment of time and money, a couple 
of variations could be made to improve the system’s 
performance. Substituting dual-wall polycarbonate glazing 
in place of the single sheet of corrugated glazing would 
help reduce thermal losses through the glazing. This type of 
glazing, which provides two layers of polycarbonate sheets 
separated by support webs, also simplifies the glazing 
installation, since it requires less support and doesn’t require 
sealing the corrugated edges. Buildings in cold climates will 
benefit the most with this change. Using this glazing may 
increase the cost of the collector by 50 percent or more. 

Keep in mind that temperature fluctuations and solar 
exposure can reduce the life of the polycarbonate glazing 
to between ten and twenty years. Substituting tempered 
glass instead of polycarbonate glazing is another strategy, 
although it is more expensive and will require some design 
modifications. 

Alternating collector and window panels on the south 
wall is another design option. This method would allow 
more light into the space and some direct gain through the 
windows, without the glare, high losses, and overheating 
problems that accompany full window walls. You can 
use the same concept to heat a house or cabin. With some 
refinement to integrate the vents with the finished wall, the 
same basic design can be used to provide daytime heat to 
living spaces. 

A word of warning, though—the National Mechanical 
Code prohibits circulating conditioned air of more than 
120°F (49°C) in wooden stud spaces. While this may not 
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pose a problem for outbuildings, in buildings used for 
human habitation, consider constructing the collector with 
metal, rather than wood studs. As an extra measure of 
safety, wood areas immediately surrounding exit vents also 
can be flashed with sheet metal. 

In making changes to the collector, keep in mind that 
a thermosiphon collector must provide low resistance to 
airflow. Make sure that any changes you make do not 
violate these guidelines: 


¢ The depth of collector should be at least '/15th of the 
height; 

e The absorber must have low resistance to airflow; 

e The vent area should be at least 50 percent of the 
collector’s horizontal cross-sectional area; and 

e The air path through the collector should be as shown in 
the diagram on page 32. 


Build It! 

Building a solar hot air collector into new construction 
or adding one onto an existing building can be an easy 
and inexpensive heating solution. Following the simple 
principles and the plan outlined here will allow you to 
heat your workshop, barn, or even your home with free 
heat supplied by the sun. If it works here in Montana, it’s 
bound to work wherever you are. Here’s to your warmth 
and comfort. 


ACCeSSs 
Gary Reysa, 864 Glory Ln., Bozeman, MT 59715 e 
gary@builditsolar.com * www.builditsolar.com 


Kestrel Meters, 3225 Lyndale Ave. S., Minneapolis, 
MN 55408 © 800-891-8493 ¢ Fax: 612-827-0582 e 
info@kestrelmeters.com ® www.kestrelmeters.com 


Palram Americas, Arcadia West Industrial Park, 9735 
Commerce Cir., Kutztown, PA 19530 ¢ 800-999-9459 or 
610-285-6968 ¢ Fax: 610-285-9928 © suntuf@suntuf.com ¢ 
www.suntuf.com/Suntuf-Panels.htm ¢ Suntuf corrugated 
polycarbonate panels 


Usenet newsgroup ° http://groups-beta.google.com/ 
eroup /alt.solar.thermal 


Thanks to the crew at the Usenet newsgroup and Nick Pine in 


particular for making many helpful suggestions. 
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No Power? No Problem! 


There ts more to a working renewable 
energy system than a cheap deal ona 
pile of hardware. 


We Provide: 


Complete service. We do solar, wind, microhydro and 
pumping systems. Load analysis, site survey, system 
design, sales, installation, user training, and tech 
support long after the warranties expire. We live on 
renewable energy, have 20 years of experience, and 
have established over 500 systems. We specialize in 
NEC ® compliant, safe systems that will make your 
Electrical Inspector smile! 


Equipment for DIY. We offer reasonable deals and 
technical reality checks. Why settle for a packaged 
system when you can have yours custom designed by 
an expert? 


Your best resource is a local pro. Tap into our network 

of qualified, competent Electron Connection associates —— 
across the country. = ee = ag 
Going into the Biz? Why talk to a "sales technician" | cae 
when you can talk to an electrician? We KNOW what 
works and how it works. We offer technical support, 
system design help, prompt shipment, fair pricing 
and NO BULL. Local referrals always. Electrical 


competence required. = S = 


Jas toll res eo Ut, SHARP 
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PO Box 203, Hornbrook, eT 96044 USA 
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Learn Renewables in the Developing World! 


RE for the Dev. World, NiCaraQuad..eeeceececeseeseeees Oct 17 - 23,2005 
RE for the Dev. World, Costa RICA......sssesede \.Jan 23 - 29, 2006 
Home Built Wind Generators, Costa Rica..Feb 21 - 27, 2006 


Intro to Renewable Energy, WA 

PV Design & Installation, WA..........Oct 10 - 15 
Solar & Radiant Heat, DC 

Micro Hydro, WA 

Wind Power, WA 


PV Design 
Solar Home Design 


PO Box. TIS - Carbondale, co 81623 
tel: 970-963-8855 * fax: 970-963-8866 
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Portable Home Backup Power 


EU1000i 

¢ 1000 Watts (8.3 A) of Honda Inverter 120V AC Power 

¢ Super Quiet - 53 to 59 dB(A) 

¢ Super Lightweight (less than 29 Ibs.) 

¢ Advanced Inverter Technology Provides Reliable Power to 
Computers and Other Sensitive Equipment 


567 $00 


¢ 2000 Watts (16.3 A) of Honda Inverter 120V AC Power 

¢ Super Quiet - 53 to 59 dB(A) 

¢ Lightweight (less than 47 Ibs.) 

¢ Advanced Inverter Technology Provides Reliable Power to 
Computers and Other Sensitive Equipment 


| “| 
BUILT 5 
» TO; 
LLAST 899° 
= a 
EU3000i s 
¢ 3000 Watts (25 A) of Honda Inverter 120V AC Power 
¢ Super Quiet - 49 to 58 dB(A) 
¢EcoThrottle™ - Runs Up to 20 Hours on 3.4 gal. of Fuel 
¢ Convenient Electric Starting 
¢ Advanced Inverter Technology Provides Reliable Power to 
Computers and Other Sensitive Equipment 


1740" 


SUN ELECTRONICS 
(305)536-9917 
FAX:(305)371-2353 
www.sunelec.com - FREE SHIPPING! 


ne a 
Connection of a generator to house power requires a transfer device to avoid possible injury to power company personnel. GEAR AT Ga 


Consult a qualified electrician. For optimum performance and safety, we recommend you read the owner’s manual before 
operating your Honda Power Equipment. (c) 2005 American Honda Motor Co., Inc. 
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SOLAR WATER HEATING 
IT’S ALLIN THE 
VACUUM 


SOLAR RADIANT FLOOR 
Save up to 80% 
on heating bills 

Commercial = Residential 


25 years 
ofindustry leadership 


THE NEW SOLAMAX SYSTEM 
Direct flew tesion * Lire ood 
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250.721.4360 
reviasolarthermal,com 

Toll free fax and mess'g 
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Large windows such as these 
provide an abundance of 
natural light during the day. 


Daylighting is the art and science 
of using natural light to illuminate 
indoor spaces. It saves energy, and can 
make living and working areas more 
attractive and comfortable. Daylighting 
in homes is typically accomplished 
using windows, translucent doors, 
skylights, light pipes (tubular 
skylights), and clerestories. A well- 
designed daylit home on a sunny lot 
can get by without any electric lighting 
between dawn and dusk. 


Benefits 

Daylight is sunlight that is direct 
or reflected. Sunshine provides us 
with vitamin D, and also combats 
seasonal affective disorder, or winter 
depression. Natural light doesn’t 
change the character of colors the way 
artificial lights can and, with its subtly 
changing intensity, daylight is much 
more interesting. It can make us feel 
more connected to nature and supports 
our natural biological rhythms, which 
contribute to restful sleep. 

Using sunlight in your home 
can decrease heating and cooling 
loads through passive solar design 
techniques, as well as eliminate most 
lighting needs during the day. Its 
use has been proven, in commercial 
settings and schools, to decrease 
absenteeism and increase productivity 
and test scores. Also, people who work 
in naturally lit buildings report a sense 
of well-being. 


System Types 

When daylighting design is done 
properly, its goals are easily realized. 
When it’s not, glare, overheating, and 
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Photo by Chris Herman, Winter Sun Design 


increased energy use for artificial lighting, heating, and 
cooling can result. The guidelines that follow can help you 
achieve your daylighting goals with ease. 

Windows. Windows are the most common daylighting 
tool. Natural light is mandated for homes built under the 
International Residential Code, and windows also fulfill 
requirements for natural ventilation and emergency exits. 

Glazing recommendations and percentages vary by 
climate. There are many kinds of glass and coatings, so 
you can tailor your choices to your climate’s demands. 
In the Pacific Northwest, double-glazing is required by 
code, and low-E coatings, which selectively filter the sun’s 
energy and reduce radiant heat loss, are recommended. In 
the summer, low-E? coatings let in visible sunlight, while 
blocking ultraviolet rays and infrared solar energy, helping 
to decrease cooling costs. In the winter, these coatings can 
help reduce heating costs by reflecting room-side heat back 
into the room. 

For south-facing windows in climates with heating 
loads, a solar heat gain coefficient (SHGC) of 0.76 or greater 
is recommended. This can be achieved with hard-coat 
low-E or clear glazing. SHGC is expressed as a number 
between 0 and 1. The lower a window’s SHGC, the less solar 
heat it transmits. Large west-facing windows should be 
coated with low-E-squared (SHGC less than 0.6) to prevent 


Cliff and Nancy Herman (the author’s parents) enjoy the diffuse 
natural light of this clerestory. 
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Well-placed skylights can be useful in achieving 
daylighting design goals. 


overheating the home. In hot climates where cooling loads 
dominate, select windows with a SHGC of 0.5 or below, and 
size overhangs appropriately. 

In an energy-efficient home, window area should be 
equal to no more than 25 percent of the home’s floor area, 
and half of that glass should be located on the south side, 
if shading is not a factor. In the winter, windows in a 
house are much more vulnerable to heat loss than walls. 
Closing blinds can help stop the radiant loss, and using 
insulating curtains can reduce conductive and convective 
losses significantly. Just be sure that night insulation fits 
snugly in the window frame. Curtains with open valances 
can actually increase heat loss from a window by setting up 
a convective loop—the cold air against the glass falls to the 
floor and pulls warm air from the ceiling to replace it. 

Skylights. Skylights and roof windows are used 
extensively to bring overhead light into areas in the middle 
of the home (hallways and closets), where privacy is 
needed (bathrooms), or where accessible wall space is 
limited (kitchens). People also like them for sky gazing, and 
operable units aid natural convective cooling, helping to 
flush heat from a home’s interior. 

Skylights are helpful if used very sparingly. Problems 
can occur with overheating the home in the summer, when 
the sun is high. And even a north-facing skylight on a 
low-pitched roof or in northern latitudes will admit heat. 
Shading a skylight should be done from the outside, with 
greenhouse shade cloth. Blinds inside skylights don’t stop 
the heat gain effectively and can actually damage the seals 
of the insulated glass units by increasing heat in the air 
space between the panes of glass. 
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Straight vs. Splayed Skylight Well 


Skylight 


Straight 


Living Space Living Space 


A smaller skylight paired with a splayed lightwell (right) can provide the same amount 
of light, with fewer thermal disadvantages. 


Skylights also lose lots of heat in the winter. Compared 
to a code-compliant roof that’s insulated to R-30 or R-38, 
skylights are big losers. The warmest air in the home ends 
up against the skylight’s glass, which has only a minimal 
insulating capacity between R-2 and R-3. In this case, 
smaller is better: Instead of buying a skylight that measures 
2 by 4 feet (61 x 122 cm), consider installing a 2- by 2-foot 
unit and splaying the light well (see illustration above). 

Light pipes. Light pipes (also known as tubular skylights 
and light tubes) are inside-mirrored “stovepipes” capped 
with a clear plastic dome that admits sunlight. A special 
lens on the bottom of the tube helps spread out the light. 
Transmitted light enters the room through a ceiling fixture 
that is virtually indistinguishable from a conventional 
light fixture. Light tubes fit easily between roof framing 
members, admit little heat gain during the summer, limit 
heat loss in the winter, and don’t transmit glare. Well suited 
for kitchens, bathrooms, closets, hallways, and stairwells, 
they can even be ordered with an 
electric light or an exhaust fan. Unlike 
skylights, light tubes don’t collect dirt 
you see when you look up. Of course, 
you also can’t look up and see the blue 
sky or a full moon through them. 

Clerestories. Clerestory windows 
are placed on an outside wall that rises 
above an adjoining roof. They are an 
effective way of supplying diffused 
light to a building’s interior. With their 
vertical orientation, they stay much 
cleaner than skylights, and may be 
left open during mild rain showers. 
Awning windows are preferred for 
ease of operation and rain-shedding 
ability. 

A light-colored roof in front of 
the clerestory bounces more light 
into the windows, and light-colored 
walls inside the home increase their 
effectiveness. Clerestories can transmit 
glare with low winter sun angles, and 
can admit unwanted heat during the 


Splayed 


spring and fall. Translucent curtains 
hung over the windows can mitigate this 
seasonal glare, and north-facing openings 
deliver a low but constant source of 
sunlight with little or no glare. 

South-facing clerestory windows can 
help passive solar heating in the winter. 
In the summer, a fixed overhang can 
prevent heat gain through the windows. 
Vaulted ceilings associated with 
clerestories contribute to temperature 
stratification (warm air up high; cold air 
down low). For increased winter comfort, 
a ceiling fan placed in the clerestory roof 
can push warm air down into the rooms. 
In the summer, operable windows allow 
natural convective cooling by helping exhaust hot air that 
accumulates at ceiling level. 


Skylight 


Design Tips 

Designing a daylit home can be very simple. In most regions, 
provide a long south wall of windows and locate the main 
living spaces along the south side to take advantage of direct 
solar gain in the wintertime. In the summer, adequately 
deep, fixed overhangs will block heat gain but still allow 
indirect light to enter the windows. 

First, arrange rooms based on your preferences. Morning 
people tend to like their bedrooms located in the southeast 
corner of a home. Kitchen and breakfast rooms may compete 
for that corner. Night folks usually don’t mind a bedroom 
on the west; by the time they retire, the room will have 
cooled off. Artists, especially painters, usually locate their 
studios on a home’s north side to take advantage of the 
uniformity of northern light. 


A row of clerestory windows on this home in Shoreline, Washington, 
provides ventilation and admits additional daylight into the home’s interior. 
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Photo by Chris Herman, Winter Sun Design 


Next, select your daylighting 
strategies. Start with windows for 
almost every room. Consider light, 
heat gain, ventilation, views, aesthetics, 
and emergency exits when making 
your choices of window sizes and 
types. Add a clerestory for overhead, 
private light; increased ventilation; and 
desirable heat gain. A small operable 
skylight with a flared light well can 
provide sky-gazing opportunities 
and overhead light, with privacy and 
increased ventilation. Light pipes are 
a great choice for naturally lighting 
small interior spaces and dark corners. 

Daylight is extremely variable 
in intensity and duration, changing 
throughout the day and year. These 
characteristics can make it challenging 
to deliver consistent lighting. Light 
sensors can control artificial light 
sources, on dimmers, to maintain minimum light levels. 

Glare is a potential problem for many systems. 
Controlling reflected sun by using light shelves (interior 
“overhangs”) or wide windowsills is effective, and using 
sheer fabrics to filter incoming light can also help. 

Living with natural light helps us feel less isolated from 
nature, and being indoors seems more like a temporary 
condition, rather than a permanent sentence. With 
thoughtful daylighting design incorporated into your 
home, you'll find that from dawn to dusk, the best things 
in light are free. 


Light tubes are well suited to interior rooms with no window access 


and where privacy is desired. 
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Light tubes, which fit easily between roof framing members, are a straightforward 


solution to lighting interior spaces. 


Access 

Chris Herman, Winter Sun Design, 6848 23rd Ave. NE, 
Seattle, WA © 206-525-3969 ¢ chris@wintersundesign.com ® 
www.wintersundesign.com 


Bristolite Skylights, PO Box 2515, Santa Ana, CA 92707 e 
800-854-8618 or 714-540-8950 © Fax: 714-540-5415 e 
sales@bristolite.com * www.bristolite.com ¢ Light pipes 


Images Energy Efficient Solar Lighting, 8352 Garden Rd., 
West Palm Beach, FL 33404 ¢ 800-596-8414 or 
561-840-0095 © Fax: 561-840-7606 ¢ 
info@sun-dome.com ¢ 
www.sun-dome.com ¢ Light pipes 


ODL Inc., 215 E. Roosevelt Ave., 
Zeeland, MI 49464 ¢ 866-635-4968 e 
info_east@odl.com or info_west@odl. 
com * www.odl.com ¢ Light pipes 


Sacramento Shingle Co. Inc., 7337 
Roseville Rd., Fair Oaks, CA 95628 e 
916-339-0152 © info@sunbeamer.com ¢ 
www.sunbeamer.com ® Light pipes 


Solatube International Inc., 2210 
Oakridge Way, Vista, CA 92083 ¢ 
800-966-7652 or 760-597-4400 © Fax: 
760-599-5181 © info@solatube.com ¢ 
www .solatube.com ¢ Light pipes 


The Sun Pipe Co. Inc. ¢ PO Box 5760, 
Elgin, IL 60121 ¢ 800-844-4786 or 
847-888-9222 © Fax: 847-888-9444 e 
sunpipe@sunpipe.com ® 
www.sunpipe.com ¢ Light pipes 


Courtesy of Solatube (2) 


43 


Lhe Solar Decathlon i a competition to design, 


build, and operate the most attractive and enerey- 
efficient solar-powered home. Eighteen teams from 
colleges and universities from the United States 
(including Puerto hice), Canada, and Spain bring 
their competition houses to the National Mall in 
Washington, D.C., October 7-16, 2005. The teams 


assemble a “solar village and compete against one 
Hi 


iv pepe 


another in ten contests 


The team houses are living demonstrations of the 
latest in energy efficiency and renewable energy 
desions and products, and the best im home design. 
The public is invited to this free event to mect the 
students and tour their solar-powered houses. 
Visitors are also welcome to experience educa- 
tional exhibits and attend consumer workshops 


on energy efficiency and solar energy 


For more information or to follow the competition 


on line: waseisofardecathion.org 


aie te The Oniversity of 
Sigj Colorado house won 
: the first Solar Decathion 
competition in 2002, 


WWW.SOLARDECATHLON.ORG 


DNSCOVeELr 
NEVER ADD 
WATER! 
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Designed for the Professional... 


Top-of-Pole Mounts 
Power-Rail Mounting System 
Side-of-Pole Mounts 
Power Tube Commercial Racking System 
Power-Grid Racking System 
Roof-Ground Mounts 
Battery Boxes, Racks and Cabinets 
Equipment Enclosures 


Preferred by Experienced Installers 


DIRECT POWER AND WATER CORP 
ALBUQUERQUE, NM USA 
800-260-3792 OF 505-889-3585 
FAX: 505-889-3548 
www.power-fab.com 
info@power-fab.com 
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Degree Day 


Used In: Calculating heating or cooling loads of buildings and the amount 
of insulation needed in various locations 


AKA: Heating degree day (HDD) and cooling degree day (CDD) 


What It Is: A measurement of climate used to help determine a building’s 
heating and cooling requirements 


What It Ain’t: The day happy students don black gowns and wear funny- 
looking, flat caps 


Want to know how cold or hot some place is? You need to know the 
yearly degree days of that location. The difference between a day’s 
average temperature and 65°F (18°C) is the number of degree days for that 
day. If a day has an average temperature of 50°F (10°C), that day would be 
rated at 15 heating degree days, indicating that supplemental heat might 
be needed to maintain a comfortable indoor temperature. If a summer day 
has an average temperature of 90°F (32°C), that day would be rated at 25 
cooling degree days. An average temperature of 65°F on any given day 
would be recorded as zero degree days. 


Degree days are used for home design, insulation value requirements 

in codebooks, and anyone who wants to quantify how cold or hot it is. If 
you want to heat your home with solar energy, you'll need to know the 
heating degree days to accurately predict how much of your home’s heat 
load the sun will provide. 


How many degree days require 


Annual Degree you to put a log on the fire 


Days or turn on the air conditioner 
: to be comfortable? Relative 
City HDD CDD 


humidity and infiltration 
heat losses (or gains) due to 
wind affect human comfort, 

and this data isn’t reflected 

in degree-day information. 
Thermal comfort varies with 
each individual and home, 
but homes that are well 


at 
| 68 


Source: USA Today, Weather Almanac insulated and energy tight are 
more resistant to degree-day 
changes. 


The National Climatic Data Center’s Web site offers HDD and CDD 
information for more than 250 U.S. cities. Go to www.ncdc.noaa.gov/oa/ 
ncdc.html, click on “Free Data,” and then select “Comparative Climatic 
Data,” to find information for a city near you. 


Chuck Marken * chuck.marken@homepower.com 
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PV Powered 


NELLIS 
Ub ANU Eas s+ 


To Earn Your Business! 


Our success depends on yours, and you can rely on SunWize to support the growth of your solar business. That’s why we offer 
prepackaged systems, same day shipping, three fully stocked warehouses, a dedicated customer service team and technical 
support. Chris La Forge of Great Northern Solar states, “None of the other distributors take customer service as seriously as 
SunWize does.” Call us at 800.817.6527 and find out how SunWize can help your business. Be successful, choose SunWize! 


Wwww.sunwize.com 


SunWize 


Reliable People... Reliable Products... Reliable Power! 
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AC Mini-Grids 


7 ©2005 Dana Brandt 
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This 3,600-watt photovoltaic array is part of a groundbreaking “AC mini-grid” system in Bulyansungwe, Uganda. 


For decades, nearly all small-scale renewable energy 
(RE) installations have been DC-coupled systems. These DC- 
based systems are just like you read about in Home Power— 
where one or more DC sources like photovoltaics (PVs) 
and/or wind generators are used to charge batteries that, in 
turn, power DC loads directly, or AC loads via an inverter. 
Each charging source requires a controller to regulate the 
power from the RE source to the battery. While DC coupling 
is still the state of the art in most of the world, a method of 
AC coupling (connecting several charging sources together 
on the AC side of the system) has been developed that offers 
significant benefits for certain applications. 

AC coupling uses batteryless inverters networked 
to one or more centralized battery-based inverters. This 
configuration allows AC to either go directly to AC loads, 
bypassing the batteries, or to charge the batteries via the 
battery-based inverter. Regulation is done on the AC side of 
the system by limiting the output of the batteryless inverters 
when the batteries are fully charged. 

I had the unique opportunity of working with this new 
technology for my thesis project while doing graduate studies 
in renewable energy in Germany. My project was the design 


and installation of a PV and engine-generator hybrid system 
with an AC mini-grid. The system powers a rural boarding 
school complex in the village of Bulyansungwe, Uganda, 
where there are no utility lines within several miles. The 
people of Bulyansungwe are primarily subsistence farmers 
who grow bananas and coffee as cash crops. Bulyansungwe 
Secondary School is considered the center of the village 
because there is no conventional village center of houses 
and shops. 

The school complex includes a girls’ dorm, boys’ dorm, 
classrooms, a convent, and a social center. The German 
organization, Together: Assistance for Uganda, has provided 
funding for its construction and operation. Previously, the 
only source of electricity was a small, gasoline-powered 
generator used on special occasions. 


Hybrid Systems & Mini-Grids 

Hybrid renewable energy systems have proven to be an 
excellent solution for providing electricity to areas with no 
utility service. Hybrid systems combine multiple sources to 
supply steady and reliable energy to consumers. Common 
system configurations often include one or more renewable 
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energy sources (PV, wind, etc.), battery storage, and an 
engine generator for backup. 

The majority of existing hybrid systems are DC-coupled, 
where all the electricity sources are connected to a single 
battery bank. The loads are then either powered directly 
from the battery bank or via AC from inverters. Recently, 
however, pilot projects and new installations have shown 
the technical feasibility of AC coupling. 

An AC mini-grid is expandable and modular with 
standardized system components. Every system component 
(energy sources, consumers, and storage) is connected to a 
single AC grid. This allows the use of established residential 
AC standards for interconnection of the different devices. 
This is in contrast to DC-coupled systems, where there is 
no such standard and a wide variety of system voltages are 
common. 

Adding more PV or battery to an AC-coupled system is 
as simple as installing that new component and connecting 
it to the grid without any modification to the original 
system. In the case of DC-coupled systems, modifications 
(sometimes significant) will need to be made to the original 
system. 


Comparison of AC- & DC-Coupled Systems 
This AC mini-grid concept is also often referred to as 
modular system technology. Since each component is 
connected to the grid, a sort of modular power plant can 
be constructed. A major advantage to such a system is that 
it can easily grow to meet increased consumption demands 
simply by adding more producers to the grid. 

Estimating future electrical needs can be extremely 
difficult (especially for large systems), and often leads 


Courtesy Franz Kininger 


The author on the completed PV array, with the Sunny Boy, 
batteryless inverters visible in background. 
This array is 75 feet (23 m) from the battery bank. 


A view of the completed PV installation above the large school compound. to underdesign or overdesign (poor 
An AC mini grid allows optimal placement of system components supply or poor economics). Modular 


without the proximity restrictions inherent in DC-coupled systems. system technology re potentially - 


great solution because the supply can 
more easily grow with the demand. 

Another attribute of AC mini-grids 
is their ability to be interconnected. 
Since they operate under common 
parameters, multiple systems can easily 
be combined simply by connecting 
their AC lines. In this way, small 
individual systems can be connected 
to form village grids, and village grids 
can be connected to form regional 
grids. Interconnection of systems 
results in greater overall security of 
supply because of the redundancy of 
suppliers. 

AC mini-grids can also be 
incorporated into a utility grid at any 
time simply by connecting directly 
to the utility lines. This can be an 
important advantage in many areas 
where rural utility grids are expanding 
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DC-Coupled System 
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Inverter 
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Energy Use Energy Use Energy Use 


rapidly. It’s important to note that mini-grids are not 
dependent on the interconnection, and can continue normal 


operation in the event of line failure. 


A potential disadvantage to AC mini-grids as opposed 
to DC-coupled systems is a slightly lower system efficiency. 
This is a result of more frequent conditioning of the 
electricity because all energy stored in the batteries must be 
rectified during charging and inverted during discharging. 
This effect is greatest in systems where a large percentage of 
the consumption is at a different time than the production 


The SMA Sunny Island inverter, battery bank, generator 
connection box, and two AC distribution boxes. 
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AC Mini-Grid System 


Energy Energy Energy Energy 
Source Source Source Storage 
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Batteryless Batteryless Battery-Based 
Inverter Inverter Inverter 


Energy Use 


Energy Use Energy Use Energy Use 


(such as in PV systems with high consumption at night) 
because more of the energy must be stored in the batteries. 

System modeling suggests, however, that this is a minor 
influence in system performance, and less important than 
engine-generator operating time and precise sizing of the 
energy producers. One set of simulations had slightly 
more than 50 percent of the PV energy flowing through the 
batteries. The end result was a PV array performance ratio 
of 0.54 for the DC-coupled configuration and 0.51 for the 
AC-coupled configuration. 


Implementing the Technology 

The most important technical challenge of AC mini-grids 
is coordination of the different components, especially 
the battery-based inverters because they are generally the 
erid-forming units. The inverters must have exactly the 
same phase and frequency, and share the charging and 
discharging equally. Traditionally, this has been done 
through high-speed, hard-wired communication—one 
master inverter dictating the operation of the other inverters 
through a separate communication network. 

While this can allow for expandability in localized 
systems, it is not sufficient for interconnection of multiple 
systems without considerable reconfiguration of the 
components and communication network. In addition, 
this system concept has little redundancy because it is 
completely reliant on the operation of the master unit. 

Through a cooperation of German organizations, a 
method has been developed for multi-master operation. 
This new technology uses the grid frequency and voltage 
as a communication medium. The resulting characteristics 
are quite similar to those of rotating generators and motors. 
Known as “drooping,” the frequency drops slightly from 
nominal with loading and rises slightly during battery 
charging. Reactive power information is exchanged in 
the same way through slight variations (drooping) in the 
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voltage. In other words, the multi-master inverter is able to 
regulate the output, based on communication between the 
inverters in the system. 

This new technology allows for a completely modular 
system configuration and enhanced security through parallel 
multi-master operation. Each battery bank is controlled by 
its own master inverter, and PV arrays are connected using 
standard, batteryless string inverters. This technology has 
been integrated into some of SMA’s Sunny Island battery 
inverters for the European market. However, the multi- 
master technology is not yet included in the Sunny Islands 
recently released in the U.S. market. The Sunny Island 
4248U has AC-coupling technology, but is not capable of 
multi-master operation. 


Generator Connection 

Engine-generators can also be easily incorporated into the 
AC mini-grid. With proper control electronics, a generator 
can be directly connected to the AC grid and operate 
autonomously within the system. However, these control 
electronics are currently prohibitively expensive for most 
systems, so the generator is commonly controlled by the 
battery-based inverter. 


A close-up of the SMA Sunny Boy inverters and a junction box 
that combines their AC output. 
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Tech Specs 


Overview 
System type: Off-grid PV & engine-generator 
hybrid system 


System architecture: AC mini-grid, 230 V, 50 Hz 
Location: Bulyansungwe, Uganda 
Solar resource: 5.0 average daily peak sun hours 


Production: 485 AC KWH per month 


Photovoltaics 
Modules: 48 Shell Solar S75, 75 W STC, 17.6 Vmp, 
12 VDC nominal 


Array: Four, 12-module series strings, two parallel 
strings feed each inverter, 3,600 W SIC total, 
211.2 Vmp 


Array installation: Locally constructed steel frame 
tower, facing north with a 15-degree tilt angle 


Energy Storage 

Batteries: 30 Exide Sonnenschein, type 6 OPzV 
360, gel, lead-acid, 2 VDC nominal, 360 AH at 100- 
hour rate 


Battery bank: 60 VDC nominal, 21.6 KWH total 


Balance of System 

PV inverters (batteryless): Two SMA Sunny Boy 
1700E, 1.7 KW, 400 VDC maximum input voltage, 
139-400 VDC MPPT window, 230 VAC, 50 Hz 
output 


Battery-based inverter: SMA Sunny Island SI3300, 
3.3 KW, 60 VDC nominal input, 230 VAC, 50 Hz 
output 


Engine generator: 3.4 KW, 230 VAC, 50 Hz, manual 
start, gasoline fueled 


Once connected, a generator works naturally with 
the voltage and frequency droops. Excellent load sharing 
among SMA’s battery-based Sunny Island inverters and a 
diesel generator have been demonstrated in the HYBRIX 
(hybrid system) demonstration plant in San Agustin, Spain. 
It is common for island inverters to switch into a grid- 
supporting mode when a generator is connected. This is not 
necessary with the variable voltage and variable frequency 
operation of the Sunny Island units, so the inverter remains 
in grid-forming mode. This allows the system to provide the 
sum of the peak powers of the inverter and generator. 
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mini ord 
Bulyansungwe School’s 
AC Mini-Grid System 


Photovoltaic Array: 
Forty-eight Shell S75, 
75 W each at 12 VDC, 

wired for 3,600 W total 
at 211.2 Vmp 


Gasoline Generator: 
3.5 KW, 230 VAC, 50 Hz, 
manual start 


DC equipment grounds 
not shown. 


AC Load Panel: 


230 VAC, 50 Hz 
Generator Shutoff: 
Batteryless Inverters: Relay controlled 
Two SMA Sunny Boy 1700E, by Sunny Island 
400 Vmax DC input, 
1.7 KW at 230 VAC, 50 Hz A -_ 
13 A a 
10A ——s To Girls’ Dorm: 
—_— ; 
—s 
co 
ia 


output 


— 
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Through LVD in Sunny Island 
To School & Boys’ Dorm: 
Through LVD in Sunny Island 
To Convent: 
Through LVD in Sunny Island 


10A 


10A 
Battery-Based Inverter: 
SMA Sunny Island SI3300, 60 VDC input, AA 
3.3 KW at 230 VAC, 50 Hz output, 

AC low-voltage disconnect (LVD) 
and generator shut-off controls Sisend> AM 16 A 


i 
EEE 


To Restrooms 


Batteries: 
Thirty Exide Sonnenschein, type 6 OPzV 360, lead- 
acid gel-cell, 360 AH at 2 VDC nominal, 
wired for 360 AH at 60 VDC 


Note: All numbers are rated, manufacturers’ specifications, or nominal unless otherwise specified. 
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Courtesy Franz Kininger 


The author trains Julius, a local technician who is now 
responsible for the operation of the system. The financial 
director looks on—both are alumni of the school. 


Bulyansungwe System 

The Bulyansungwe system is an AC mini-grid. The 
installation consists of PV and gasoline hybrid generating 
capacity with an integrated ultraviolet water purification 
and pumping system. It supplies both electricity and clean 
water to the school complex. 

The primary electricity is supplied by a 3.6 KW PV array, 
which is connected to the mini-grid through two SMA 
Sunny Boy 1700E inverters. Energy is stored in a 21.6 KWH 
battery bank. The connection of the battery bank to the 
mini-grid, as well as the general control and orchestration 
of the system, is performed by a 3.3 KW SMA Sunny Island 
inverter (European model 513300). 

The Sunny Island communicates with the Sunny Boys 
via grid frequency similar to the droop system described 
earlier. If the batteries are fully charged, the Sunny Island 
will instruct the Sunny Boys to derate their power output 
so that the batteries will not be overcharged. Backup is 
provided by a 3.5 KW pull-start gasoline generator that 
was already owned by the school. There are plans for a self- 
starting diesel generator when funds are available. 

The first phase of the system is now in full operation, 
supplying electricity and water to the girls’ dorm, boys’ 
dorm, classrooms, and convent. The primary use of the 
electricity is lighting. The dining room is open in the 
evening for studying, and hall lights are a huge help for 
midnight visits to the restroom. Another important use is 
kitchen appliances, such as blenders and mixers. However, 
the stereo is by far the students’ favorite use of their new 
energy. 

Bulyansungwe’s social center was left unelectrified 
because it is presently only used during the day. However, 
plans to establish a health center and basic hospital that will 
require electricity are in the works. This is one of the reasons 
an AC mini-grid is so appropriate for this location. 

Three years before we installed the AC mini-grid, the 
sponsoring organization installed a small, DC water pumping 
and purification system in the social center in Bulyansungwe. 
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This separate, DC system is powered by twelve, 75 W PV 
panels, with two, 130 AH batteries for storage. 

When the health center is realized, the existing DC 
system will be converted to AC and connected to the current 
mini-grid. More PV panels will be erected and the combined 
PV array will be connected to the mini-grid through a Sunny 
Boy inverter. Another Sunny Island inverter, which will 
allow the two systems to function together, and a battery 
bank will also be installed in the social center. The system 
will operate as a multi-master, frequency-coordinated AC 
mini-grid. 


Expandable & Modular 

The AC mini-grid topology of the Bulyansungwe system 
will also make future expansion of the system to meet 
erowing energy demands easier. For example, if the school 
were able to acquire a few computers for classroom use, the 
daily energy demand would increase. This might necessitate 
more PV generating capacity, but not more battery capacity, 
since the computers are used during the day. 

With the AC mini-grid, a small PV array could be added 
to the system by using a standard, batteryless, grid-tie 
inverter and connecting its output anywhere on the grid. 
The PVs could be mounted near the school building, which 
is a couple hundred yards from the current PV array and 
battery bank in the girls’ dorm. Mounting the supplemental 
system near the school building would reduce line losses 
over that distance. This is in contrast to DC-coupled systems, 
where more significant reconfiguration of the system might 
be necessary for expansion. 

AC mini-grids that are equipped with multi-master 
operation are an exciting new advancement in off-grid 
PV technology. This new technology opens the door to 
interesting new possibilities in hybrid system design. The 
plans for expanding the Bulyansungwe project highlight 
expandability as a primary benefit to AC mini-grids. 
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EUREC Agency, Renewable Energy House, Rue du Tréne 
26, B-1000 Brussels, Belgium ¢ 32-2-546-1930 ¢ 


Fax: 32-2-546-1934 ¢ info@eurec.be * www.eurec.be 
Postgraduate studies in RE 
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Donated Sunny Boy & Sunny Island inverters 


Shell Solar Industries, 4650 Adohr Ln., Camarillo, 

CA 93012 ¢ 805-482-6800 ¢ Fax: 805-388-6395 e 
solarsalesusa@shellsolar.com ® www.shell.com/solar ¢ 
PVs 


Exide Technologies, Crossroads Corporate Center, 3150 
Brunswick Pike, Ste. 230, Lawrenceville, NJ 08648 ¢ 
800-START-IT or 609-512-3000 ¢ Fax: 609-512-3071 e 
tbgna@exide.com * www.exideworld.com ¢ Batteries 
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North American Board of ——— VE fine’ 
NABCEP 2S 
fied E , 4] NABCEP Solar PV 


Installer Certification 
Why PV Installers Should Get Certified 


e Certification based on industry standards of safety 
e Distinguishes you among your peers 


e More consumers look for certification as a sign of 
competence and quality 

e Helps you keep current in technology and continue 
your professional development 


Consumer Benefits of Using 
NABCEP-Certified PV Installers 


e Provides confidence that PV system will be installed 
to manufacturer’s specs and in compliance with 
NEC 

e NABCEP Code of Ethics stresses consumer protec- 
tion, professional conduct and integrity of service 

e The installer has met established PV standards and 
industry requirements through certification process, 
and keeps current through continuing education 


For more information to www.nabcep.org 
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THE STANDARD 7 
IA PY MOUNTING STRUCTURES 


U.S. Des. Patent Nos. D496,248S, D496,249S. 
U.S. and other patents pending. 


When it has to look great 


Ensure the visual appeal 
that you and your neigh- 
bors demand. 


New options and accessories 


The most versatile mounting 
system in the PV industry 
continues to grow. 


Standing-seam solution 


The lowest possible 
installed cost with no 
rails or penetrations on a 
standing-seam metal roof. 


The large array answer 


Low cost, installation ease, 
and code compliance are 
our standard. 


PV power anywhere 


The right rack sized to 
your needs saves you 
time and money. 


www.unirac.com 


UniRac, Inc. * Albuquerque NM USA * 505.242.6411 


SOLAR HOT WATER SYSTEMS 


Lessons 
Learned: 
1977 to 


Today 


by Tom Lane 


Solar Hot Water & Pool Heating Design 
High Performance-Low Maintenance Systems 
Reality Checks Using Current Technology 


In this definitive 200-page manual, solar energy pioneer 
Tom Lane outlines how the latest technology and 
valuable lessons learned from the past can help a new 
generation of solar contractors expand their businesses 
and satisfy their customers. 


Preview before you buy. 
Download Table of Contents 


and Chapter 2 ("Drainback Systems") at: 
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| A self-contained, UL-1741 
compliant inverter that produces 
clean, sine-wave electricity for 
erid-tie applications without the 
complexity or expense common 


The Exeltech PV AC Module mounted to a PV panel. ‘ ‘ 
(Conduit and fittings not shown are customer/installer provided.) J n | arge- I nve rte l= based syste mM & : 


Advantages Over Conventional Grid-Tie Systems: 50% reduction in wiring requirements! This eliminates: DC wiring, DC cable trays, DC fusing, overcurrent 
protection and required holders, DC connectors, DC ground-fault detection, protection, and devices, DC surge protection, DC combiner boxes, DC junction boxes 
and connector blocks, UL-related DC cabling issues, PV Series (“blocking”) diodes, PV module bypass diode 


Additional Benefits of Exeltech PV AC Modules: No batteries to purchase, maintain, or wear out! More reliable—single point failure does not disable entire system! 
Simplified system assembly—AC wiring connects directly to AC sub-panel with appropriate breaker! Incremental growth capability—no need to purchase many 
expensive modules at one time. Minimizes system design time and expense. Significantly decreases system power reduction events due to single-module shading. 

No large or heavy inverters to ship, handle, or mount. Easy to install and service—PV panel and inverter are integrated into one unit. No imbalance losses due to 
differences in PV output voltage or current. Anti-islanding protection built into every module (per UL1741). Microprocessor-controlled Maximum Power Point Tracking 
(MPPT) operates over entire DC input voltage range. Adaptable: J-box or Multi-contact connector input. Knock-outs for standard AC-side conduit fittings. 


7317 Jack Newell Blvd North 


Fort Worth, Texas USA 7611 8-71 00 EXEL / Fi Hf 
Telephone: (817) 595-4969 or Toll-free: (800) 886-4683 

Fax: (817) 595-1290 ¢ E-mail: exelsales@exeltech.com 

Web: www.exeltech.com il TEI? 


Manufacturers of more than 35,000 different true sine wave power inverters, chargers, and related products.15 years of Exeltech inverter manufacturing experience 
and support behind every Exeltech product. We provide the emergency backup power systems for the Communications Center in every US Embassy, worldwide. 
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Factory Authorized 
Warranty And Out Of Warranty Repairs 


‘Introducing The Inverter Doctor 


The Nation's Number One Choice For Inverter Repairs 


We offer in-house inverter repair and maintenance 
services for the RV, Marine, Telecommunication, 
Remote Home and Grid Intertie industry. Our expertly 
trained technicians use only the latest state of the art 
test equipment for fast accurate diagnosis, so that your 
system is up and running in a hurry. In fact most of our 
repairs are ready to be shipped back or picked up by 
our customers within 48 hours ! 


Visit us on the Web at Http://www. Inverterdoctorcom 
Or Call Us At 1-866-523-4948 
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« Vollage Controlled Switches 
: Solar Lighting Controllers 


Please visit www.solarconverters.com for MORE products and details 
C1-199 Victoria Road §., Guelph, ON, NIE GTS, Canada Phone: $10-824-6272 Fax: S194822-0925 E-mail: infoitsolarconverters.com 


5560 Sterrett Place, Columbia, Maryland 21044 


Thenrmomax Evacuated Heat-Pipe Solar Collectors 
Thermo Technologies Temperature Differential Controllers 
Stieble Eltron Solar Tanks 
Please visit weew.thermomax.com for our services and products 


Phone:($00) 


E-mail: infoithennomar. com 
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Interested in increasing the output of your solar-electric array, without adding 
additional panels? A maximum power point tracking (MPPT) controller will 
allow you to harvest more energy from the sun under most conditions, and often 
substantially compared to non-MPPT designs. So if optimum system performance 
is your goal, take a closer look at the technology behind MPPT. 


Commercially available maximum power point 
tracking controllers have been around since at least 
the 1980s. Now they’re becoming standard equipment 
in all but the most modest solar-electric (photovoltaic; 
PV) systems. New controller designs with improved, 
lower cost electronic components, transistors, and 
microprocessors have made affordable and robust MPPT 
charge controllers a reality. 


Simple PV Charging 

When a PV panel is connected to a discharged battery and 
exposed to sunlight, the voltage (potential energy) of the 
PV will be higher than the battery voltage, and the PV will 
begin to charge the battery. Just as water flows downhill 
from a higher level to a lower level, energy flows from the 
higher voltage PV source to the lower voltage battery. 

As soon as you connect the PV to the battery, the two 
voltages will be equal. The PV will still typically have a 
higher voltage potential, but the PV’s operating voltage 
is clamped at the battery voltage. If the battery’s state of 
charge is low, the charging voltage will initially be low 
too. As the battery is charged, the voltage will rise, and the 
charge rate (amperage) will decrease. 


Typical flooded lead-acid batteries need to be held at a 
relatively high voltage (at least 14.4 VDC at 77°F for a 12 
VDC nominal system with flooded batteries) for an hour 
or two to receive a full charge. This is called the “absorb” 
or “finish” charge stage. A few times a year, you'll want to 
equalize the battery bank. Equalization requires the battery 
to be charged and held at an even higher voltage (up to 16 
VDC for a 12 VDC nominal system) for several hours. These 
are just two reasons why the actual operating voltage of a 
PV is higher than what is referred to as its nominal voltage. 
A 12 VDC nominal PV would actually spend much of its 
charging cycle at closer to 17 VDC, if the battery (or the 
charge controller) would let it. 


The PWM Revolution 
Simply connecting a PV to a flooded lead-acid battery can 
lead to overcharging and a radically decreased operational 
life if the charging process is not controlled. Overcharging 
sealed batteries will destroy them and possibly lead to 
explosions. So you can see why voltage control is necessary 
to both protect the battery and charge it properly. 

A simple, on-off (or “slam-bang,” as some call it) relay 
controller can provide basic protection. When the battery 
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reaches a preset voltage, the controller turns the array off. 
When voltage drops below a predetermined lower set point, 
the controller turns the array back on. Controllers such as 
the old Trace C30 and mercury displacement relay (MDR) 
controllers operate in this manner. 

A pulse width modulated (PWM) charge controller is the 
next step up in sophistication. It automatically disconnects 
and reconnects the PV array at a very fast rate, usually 
hundreds of times a second. This design approach allows 
the controller to hold the battery at a steady voltage during 
regulation, which results in higher quality battery charging, 
and longer battery life. 


MPPT is Better 

If we look at a typical PV array’s wattage versus voltage 
graphically (see the graph below), we can see how its output 
might be improved using maximum power point tracking. 
Power (watts) from a PV array can easily be calculated by 
multiplying array voltage by array current (amps). 


Watts = Volts x Amps 


If you look at the right side of the graph, where the 
wires are disconnected, there’s open circuit voltage (Voc), 
but no amperage (current). Zero amps times any voltage 
is zero watts. At the left side of the graph, the PV wires are 
connected directly together, and although we have lots of 
amps (short circuit current), we have zero volts across this 
short circuit. Any current times zero volts still equals zero 


Power Output 
of a Typical PV Array 
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Array Rated Wattage: 1,800 W 
Array Nominal Voltage: 24 V 


Battery Nominal Voltage: 24 V 
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How it Works 


In a typical MPPT charge controller, the PV array is 
connectedtothecontrollerinputterminals andthe battery 
is connected to the output terminals. The controller 
monitors the PV voltage and amperage, battery voltage, 
and possibly other things such as battery temperature 
and load current. An internal microprocessor will make 
the decisions related to battery charging modes (bulk, 
float, equalize, track, sleep, wake up), take commands, 
and display information—everything needed to 
regulate the battery charging process and interact with 
the system users. 


Assuming that the battery needs charging when the 
sun comes up, the MPPT controller will “wake up” 
and find the PV input voltage that will give the highest 
charge rate. This maximum power point voltage 
(MPPV) can be found, or “tracked,” in several different 
ways. One way is to simply “sweep” the PV array 
input voltage from open circuit voltage (disconnected) 
downward towards the battery voltage. 


The MPPT controller sweeps by adding an increasing 
load to the PV terminals. The load tn this case is the 
battery. Connect the PV and the battery directly 
together (full load) and the PV voltage equals 
the battery voltage. A DC-to-DC converter in the 
controller can completely disconnect the PV from 
the battery (open circuit), connect them directly 
together, or anywhere in between. Somewhere in 
between the two extremes (open circuit and full 
load) lies the maximum power point voltage. 


For example, on a typical 72-volt nominal array, 
the sweeping controller will move the PV array 
voltage from about 130 VDC to 65 VDC, looking 
for the voltage where the array will put out the 
highest power. As the voltage is being changed, 
the controller remembers what the maximum 
power PV voltage was, and keeps (regulates) its 
input voltage at that point. 


Over the course of the day, the maximum power 
point voltage will change as conditions do (array 
temperature, sunlight intensity, etc.), and the 
controller will “track” this MPPV by periodically 
looking closely around the previously found MPPV. 
This nearsightedness ensures that it doesn’t waste 
energy, which might happen if the controller had 
to restart from scratch every time. 


When the battery is fully (or nearly) charged, 
when maximum power is not needed anymore, 
the controller will operate the PV input at whatever 
voltage Is necessary to keep the battery voltage at 
the preset regulation voltage. At night, the MPPT 
controller will go to sleep, and the next day, it will 
wake up and start all over again. 
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B.Z. Products offers MPPT controllers 
in two amperage ratings. 


watts. Somewhere in between the open and short circuit, 
we have a maximum power point (MPP), which is shown 
by the high peak. This is where the module will give us the 
highest output. 

A maximum power point tracking charge controller 
operates the PV array at this maximum power point voltage, 
and efficiently translates that down to the lower battery 
voltage. It’s like an automobile transmission, translating 
a high engine rpm down to a lower rpm at the wheels. 
This voltage-reducing circuit is technically called a “buck” 
converter. The idea is for this buck converter to operate 
efficiently and waste very little energy in heat, so we get 
as much energy out as possible. All controllers will get 
somewhat warm when processing any significant amount 
of energy, but high efficiency (less heat) is a good thing. 


The Solar Boost 3024i is one of several MPPT controllers 
made by Blue Sky Energy Inc. 


A good MPP tracking algorithm is also desirable. If the 
controller operates too far to the left or right of the peak, 
energy will be wasted. Although the maximum power point 
voltage will usually change slowly, it should at least be 
checked from time to time. Controllers can do this in many 
different ways. Normally, some energy will be lost in finding 
the maximum power point, but it’s usually very small. 

An MPPT controller will allow a solar array to generate 
more energy than a non-MPPT controller, at a lower 
cost compared to adding more modules to make up the 
difference. PV space limitations and wire loss may also be 
deciding factors in using an MPPT controller. 

The increase in output above and beyond the direct PV 
connection is called “boost.” The amount of boost achieved 
is not always easy to predict. Boost amount can depend 
on several factors, mainly temperature and battery state 
of charge. For example, high amounts of boost can happen 
on a cold sunny day in winter, after a storm, when your 
batteries are deeply discharged and you need the energy 
the most. 


Maximum Power Point Voltage May Vary 

PV module temperature plays a big part in determining 
how much boost you will get. The hotter the modules, the 
lower the maximum power point voltage and power will be. 
Of course, as soon as the sun shines on the modules, they 
will heat up. This can, at times, put the maximum power 
point at or even below the battery voltage. In this case, you 
will get no boost, and a PWM controller would work just as 
well as an MPPT controller. 


Maximum Power Points 
of a 120-Watt PV Panel 
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In general, when the modules are cold, the output and 
maximum power point voltage go up, and a PWM-type 
charger will not be able to take advantage of the available 
power. Partial shading of an array will reduce the output 
and may also reduce the maximum power point voltage. 

One way to be sure that the maximum power point 
voltage stays higher than the battery voltage, if the controller 
will allow it, is to simply wire more PV modules in series 
increasing the voltage of the array. Normally, wiring the 
PV one nominal voltage higher than the battery will do the 
trick, such as a 36-volt nominal array charging a 24-volt 
nominal battery. MPPT controller efficiency will generally 
go down slightly with higher input voltages, but the 
overall system gain will usually be more than the lower 
controller efficiency. Higher PV voltage can also improve 
early morning and evening low-light performance. 


But wait! There’s more! As long as we’re raising the PV 
voltage a bit, why stop there? As mentioned before, power 
(watts) equals voltage times amperage. When we are talking 
about power lost in the PV wires, we use the equation: 


P-I2xR 


Where P is power lost, I? is current squared (amps x amps), 
and R is wire resistance. 

If we reduce the amperage by two (by doubling the 
voltage), we reduce the power lost by four. If we reduce the 
amperage by four, we can reduce the power lost by sixteen, 
etc. We do this by increasing the voltage by two or four 
times, respectively. For a very long wire run, this can add 
up to real savings very quickly! 
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OutBack Power 
Systems makes the 
MX-60, an MPPT 
controller with a 
60-amp capacity. 
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Author boB Gudgel at the bench where he designs and tests 
MPPT charge controllers for OutBack Power Systems. 


Let’s say we need to place a 24 VDC nominal, 1,400-watt 
PV array 250 feet (76 m) away from a 24-volt nominal 
battery bank (500 feet; 152 m of wire, total). This situation 
comes up much more often than you might think. If we 
use #4/0 (107 mm7) cable, we will have 3.3 percent loss (46 
watts) in that length cable. From one RE dealer, 500 feet of 
#4/0 cable costs about US$1,200. 

If we wire that same PV array for 48 volts nominal, 
we can use #2 (33 mm?) wire for the same wire loss of 3.3 
percent. The same dealer sells 500 feet of #2 for US$385. This 
example just saved US$815 in wire and paid for an MPPT 
controller with down-conversion capability, with change 
to spare. Depending on the MPPT controller capabilities, 
along with the voltage wiring versatility of the PV modules 
being used, you can save even more wire cost and power 
by wiring the array for 60 or 72 volts nominal. Utilities send 
electricity cross-country at a half a million volts or more for 
this same reason. 


Maximum power point tracking charge controllers come in 
varying amperage ratings, from just a few amps to 60 or 70 
amps. The minimum wattage array to consider purchasing 
an MPPT controller for is about 250 watts. Of course, you 
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may want to buy one even for a smaller array if you plan to 
expand your system later. The approximate maximum array 
size (in rated watts) that you can connect to a controller’s 
input can be calculated by multiplying the battery voltage 
by the controller’s output current rating. 


Maximum power point tracking is an immediate way to 
increase system performance without going to the trouble 
or expense of adding extra PV modules. Often, you'll be 
throwing away part of your PV investment if you are 
not using an MPPT charge controller. Adding an MPPT 
controller will help you to charge harder, spin your utility 
meter backwards faster, and save money while the sun 
shines. 


boB Gudgel, OutBack Power Systems, 19009 62nd Ave. NE, 
Arlington, WA 98223 © 360-435-6030 © Fax: 360-435-6019 
bgudgel@outbackpower.com * www.outbackpower.com 


Other MPPT charge controller manufacturers: 


Apollo Solar, 23 Francis J. Clarke Circle, Bethel, CT 06801 
203-790-6400 © johnp@apollo-solar.net 
www.apollo-solar.net 


Australian Energy Research Laboratories P/L MS 660, 336 
Lawsons Broad Rd., Proston, Queensland 4613, Australia 
61-7-4168-9308 © Fax: 61-7-4168-9197 ¢ aerl@hotkey.net.au ¢ 
www.windsun.com/ChargeControls /maximize.htm 


Blue Sky Energy Inc. (formerly RV Power Products), 2598 
Fortune Way, Ste. K, Vista, CA 92081 © 760-597-1642 
Fax: 760-597-1731 ¢ sales@blueskyenergyinc.com ® 
www.blueskyenergyinc.com 


BRUSA Elektronik AG, Neudorf 14, Postfach 55, CH - 9466 
Sennwald, Switzerland ¢ 41-81-758-1900 e 
Fax: 41-81-758-1999 ¢ info@brusa.biz © www.brusa.biz 


B.Z. Products Inc., 7614 Marion Ct., St. Louis, MO 63143 e 
314-644-2490 © Fax: 314-644-6121¢° bzp@brick.net ¢ 
www.bzproducts.net 


Solar Converters Inc., 558 Massey Rd., Unit 1, Guelph, ON, 
Canada N1K 1B4 e 519-824-5272 ¢ Fax: 519-823-0325 e 
info@solarconverters.com ® www.solarconverters.com 
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Ass RELIABLE As THE SUNRISE 


MPPT 

CHARGE CONTROLLE 
GRID-TIE INVERTERS, 
BACK-UP POWER SYSTEMS, 
ENERGY METERS 


f NG POLLO SOLAR 


SS “ 23 Francis J. Clarke Circle, Bethel, 
a 


CT USA 06801. Tel.: +1 (203) 790-6400 


At APoLLo SOLAR, WE'VE BEEN DESIGNING 
INDUSTRIAL STRENGTH PRODUCTS FOR YEARS. 


SO WHEN IT CAME TIME TO BUILD OUR CHARGE 


CONTROLLERS AND INVERTERS FOR THE RESIDENTIAL AND 
COMMERCIAL PV MARKETS, WE USED THAT EXPERIENCE 
TO CREATE THE MOST RELIABLE PRODUCTS AVAILABLE. 


THE RESULT: STATE-OF-THE-ART SYSTEMS WITH 
THE LONGEST STANDARD WARRANTY ON THE 
MARKET — 10 YEARS. 


VisiIT US ON OUR WEBSITE AND 
SEE THE DIFFERENCE 


www.apollo-solar.net 


Photograph courtesy of NASA 
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INCREASE YOUR SOLAR OUTPUT 
WITH SOLAR BOOST™ MPPT SOLAR CHARGE REGULATORS 


e Patented technology extracts all the ‘ 

© power your solar panels can déliver , 
— "p to 30% more! Ask us how. 

* New in 2005 is our SB3024i designed 
forup to,30amps output and selectable 
for 12V/24V systemstIncludes 20 amp 
load controller or 2 amp auxillary~ =» 
battery charger. — & 


View our entire product line at 
www.blueskyenergyinc.com 


i 


* Add an IPN ProRefiiote for a full 
featured battery monitoring system. 
Our IPN Network monitors up to 
8 charge controllers, keeps track 
of battery capacity, voltage, current, 
and much more. 


' 


ae ¢ Blue Sky Energy products are offered 
Blue Sky’s newest cost effective = through a wide variety of dealexs and * 


Charge Controller Display for distributors. Gheckour website for the 
our SB3024i. = | ‘Most current list. ~ 8 
. dl F 3 
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Contact us today for more information. E-mail: sales@blueskyenergyinc.com 


800-493-7877 or 760-597-1642 Web: bi k . 
2598 Fortune Way, Suite K, Vista, CA 92081 USA ep: blueskyenergyinc.com 


BATTERY SYSTEM New BATTERY SYSTEM 
MONITOR MONITOR: AVAILABLE NOV 


When you need A LOT MORE 
than a TriMetric 


Model 2020 


¢3 amp/amp-hour channels/2 volts 
channels: monitor 2 battery systems and/or 
solar & wind inputs © 26 different (Battery 
DC) data © Complete control from remote 
display unit and/or from “Windows” 
computer © Output control for generator 
start or battery alarms © Audible/visual 
alarms for low/ high battery © Customize 
display to show only data you want © Print 
your own label to identify switches ¢ Data 
logging identifies system problems 


Displays vital battery system data to help users provide better battery 
Core, increase conservation awareness and aid system maintenance. 

© Volts © Amps © Amp-hours ¢ Min/Max volts 

© Days since charged © Battery % full 

© Remote locatable © More ! 


Bogan Engineering) « (631) 338-0616 
Www.bogariengineering.com 
19020) Iwo Bar Rd. Boulder Creek, CA 95006 USA 


The TriMeiri 


Price: (Suggested retail) about $320 (with computer interface only), 
$419 (with front panel display only) $519 for both. Our beta testers found 
very few problems, which we've listed on the web site. We've incorporated 
changes to correct bugs, and also added a few additional functions. If you 
own one of the beta test models we will upgrade your meters—you just 
have to ask. For the most recent info, please visit our website. 


lihesReniaMetni 


HuP Solar-One’ Batteries 


Tired of Receiving Broken Plastic Batteries? 


The Hup Solar-One battery is virtually indestructible because of the epoxy coated steel case! 
In fact Northwest Energy Storage will pay up to $100.00 for any Hup Solar-One damaged in shipment. 
Don’t forget about the new reduced maintenance warranty, 
and paid service calls for all authorized Hup Solar-One dealers! 


For information on the HuP Solar-One battery 
and our complete line of RE products contact: 


Northwest Energy Storage 


800.718.8816 or 941.697.1344 Fax 941.697.0767 


www.nwes.com www.hupsolarone.com batteries@nwes.com = 


Hup Solar-One, The Better Built Battery® 


Dealer Inquiries Invited! 
Many Models In Stock! 
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Southwest Windpower Distributor : ‘ = | * . 
pice Causey Warehousestlanacer Cones ae P Visit our ist WEDSILe) at. WINdENeYey acon 


Why we sell more wind turbines than anyone else! 


Za = : = | 
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“Conergy is a proud distributor of Southwest Windpower’s product line. 
Our dealers enjoy the commitment that Southwest Windpower has to 
service and reliability. This is why we choose to stock and actively 
distribute their line of products.” 


conergy southwest) Windpower. 


1730 Camino Carlos Rey, Suite 103, Santa Fe, NM 87507 
505 473-3800 


www.conergy.us 


WAHIUT TON 
V7 , | WV. ...your wireless product experts 


Hutt on. Solar 


Where to find what you Design 
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Looking for a Dealer /Installer in your area? 
Ce i ee eee La ee) ee ee ee aa ay free Ge ee Pa ee 
ee ba 2) oo eae os Aetacrh, wi moore! po) eh a eed ert ate + 
ww sj bie fee aie Lee i ea Pore er ee oe Pe ad a yp iF 
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erene futtansclarcom + 877-845-8060 
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Flexcar offers the fuel-efficient Honda Civic hybrid 
for car sharing. 


Do you own your car—or does it own you? If you're like 
most people, you'll answer “yes” to both questions. You 
own a car that gets you where you want to go, but you're a 
slave to it, spending considerable amounts of money (and 
time) supporting your automobile and driving habit. 

According to the American Automobile Association, 
Americans pay an average of US$700 each month to own 
and operate a car. Payments for a new car can easily run 
US$300 to $500 per month. Insurance adds from US$75 
to $150 per month to the cost of car ownership, and then 
there’s gasoline, costing another US$100 to $200, and 
maintenance expenses...But wait, that’s not all. If you are 
like many Americans, you own not one, but two or three 
vehicles, which doubles or triples your monthly costs. 

Fortunately, if you want the convenience of a car 
without the expense of ownership, there’s an option for 
you—it’s called car sharing. 


The Wheel Deal 

Popular in Europe for almost three decades, car sharing 
has finally begun to gain momentum in the United States. 
Today, two commercial ventures—Zipcar and Flexcar—offer 
car share programs in cities across the country, including 
Boston, New York, Chicago, Denver, Los Angeles, Seattle, 
Washington, D.C., and Portland, Oregon. Even universities, 
including the University of North Carolina—Chapel Hill, 
UCLA, and the University of Washington, are jumping 
on the wagon, saving students money, and helping curb 
campus traffic congestion and parking problems. 

Most car share programs require a one-time application 
fee and charge an annual membership fee, which average 
about US$75. Once you join, vehicles are available for one 
hour to several days. (Special arrangements can be made to 
rent cars for long trips.) Businesses, families, and individuals 
can all participate. Car share programs screen applicants 
using age and traffic violation criteria to eliminate risky 
clientele. Qualified members are covered by comprehensive 
and liability insurance when behind the wheel. 


Courtesy of Flexcar 


Dan Chiras 


©2005 Dan Chiras 
Adapted from Superbia! 31 Ways to Create Sustainable 
Neighborhoods by Dan Chiras & Dave Wann 


Urban car share programs place their cars conveniently 
throughout the city, usually in reserved parking lots 
or spaces. Members pay a small hourly fee to use the 
car, typically under US$10, and a per-mile charge. San 
Francisco’s nonprofit City CarShare program charges users 
US$4 per hour and 44 cents per mile. Some programs give 
members a certain number of free miles before charging 
for mileage. 

Both Zipcar and Flexcar use online and phone reservation 
systems, which allow you to reserve a car in a few quick 
keystrokes or with a phone call. A computer tells you where 
the car is and its license plate number. You show up at the 
site, hold your membership card next to the windshield, 
where it is read by a scanner, and if you’ve reserved the 
car and the time is correct, the doors unlock. The car’s 
onboard computer sends a signal to company headquarters, 
indicating your rental period has begun, and activates a 
billing record. 

When you’re done, you return the car to its parking 
space, lock it, and leave. Your credit card is billed monthly 
for any usage you incur. The program pays for gas, although 
members are responsible for filling the tank when the gauge 
drops below the one-quarter mark—using a company 
credit card. And what if you have a fender-bender? Neither 
Zipcar nor Flexcar charge a damage deposit. According 
to Flexcar spokesperson John Williams, members pay half 
of the deductible (US$500) if they caused the accident; 
otherwise, there’s no penalty. (Policies vary among different 
organizations; be sure to inquire first.) 

Car sharing programs make it easy to choose a vehicle 
to meet your needs by offering a wide range of vehicles, 
from small, efficient commuter cars like the hybrid-electric 
Honda Civic or Toyota Prius to larger vehicles for special 
uses, such as Ford pickups and SUVs. According to Zipcar, 
more than half of their members say that they tried the 
service for the opportunity to get behind the wheel of many 
different makes and models of cars, including hybrid- 
electric vehicles. 
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is Car Sharing 
for You? 


Yes, If You... 


¢ Rely solely on mass transit or other car- 
free alternatives (like biking or walking), but 
occasionally need a car for special trips 
Own a car, but need to use a second car, truck, 
or van periodically 
Own two cars, but don’t use the second vehicle 
very often 
Are interested in saving money and reducing 
your environmental impact 


Probably Not, If You... 


Need a car to drive every day of the week 
Only use a car for long trips, like vacations 
(renting a car would probably make more 
sense) 

e Drive more than 10,000 miles annually 


Adapted from the Boulder Car Share Web site at 
www.carshare.org 


Speedy Savings 
How much you save depends on your driving habits and 
needs. According to a recent customer survey, Zipcar 
members state they save an average of US$435 per month 
when compared to car ownership. Williams says that most 
of Flexcar’s customers report savings of at least a couple 
hundred dollars each month. 

To determine whether a car sharing 
program makes economic sense for 
you, Zipcar offers an online savings 
calculator. Just click on “Run the 
Numbers” on their Web site and enter 
the current or projected costs of your 
vehicle, including monthly payments, 
insurance premiums, fuel costs, 
parking fees, and maintenance costs. 
The program calculates the monthly 
and annual costs of car ownership, and 
computes car sharing savings. 

Beyond your pocketbook, car sharing 
also offers some environmental savings. 
Personal vehicles produce a_ large 
portion of the nation’s annual emissions 
of carbon dioxide and other pollutants, 
contributing to global warming and 
localized smog. Accommodating the 
erowing fleet of vehicles as we pave the 
planet also results in the loss of huge 
amounts of open space, farmland, and 
wildlife habitat. 


www.homepower.com 


car sharing 


According to Zipcar research, the company alone has 
been responsible for removing more than 10,000 cars from 
U.S. city streets and highways. Their survey also showed 
that car share members drive an average of 4,000 fewer 
miles (6,437 km) each year, compared to their habits before 
joining the program. Most people drive less when they have 
to pay a per-hour or per-mile fee, and studies have shown 
that car sharing folks are more likely to combine trips, take 
mass transit, bike, or walk when it’s convenient. Combined 
with cities that have good mass transit systems, car share 
programs are highly effective at reducing congestion and 
pollution in urban settings. 


Get Started 

If car sharing hasn’t come to your town, consider setting up 
a program yourself. Across the country, groups of friends, 
neighbors, and colleagues have established their own car 
share programs by using cars already owned by individual 
members of the group or by purchasing cars together. 

To make a community car sharing program run 
smoothly, members should consider providing convenient 
locations to park the vehicles, and draft agreements on 
buying fuel, accessing keys, and servicing and insuring 
the vehicles. A booking system should also be established. 
The Eugene, Oregon, BioCarShare program uses Online 
Resource Scheduler free software as their scheduling tool. 
Members log on at the Web site with their user name 
and password to reserve a car. Set up as a cooperative, 
BioCarShare requires members to pay a joiner’s fee, which is 
refundable, and a small monthly membership fee. Like most 
programs, they also require that drivers pay in proportion 
to their use, per hour or per mile. Car clubs such as these 
usually operate with standard insurance coverage—as long 
as the group or any of its members makes no profit. In most 


Pass the keys, please. Many people are discovering that car sharing 


is convenient, cost effective—and fun. 


G7 


sharing 


states, car clubs apply for insurance in the club’s name and 


sil = i ol i j 
can list four or five people on a single policy. mE] t Jap t) el ] 
Access 31 Ways to Create Sustainable 
Dan Chiras, Sustainable Systems Design Inc., 9124 Neighborhoods 
Armadillo Trail, Evergreen, CO 80439 © 303-674-9688 © — |} 
danchiras@msn.com ® www.danchiras.com — | 


Boulder Car Share, PO Box 2299, Boulder, CO 80306 e 
303-245-4886 © info@carshare.org ® www.carshare.org 


by DAP CRAS 
AND DAVE WARN 


City CarShare, 131 Steuart St., Ste. 205, San Francisco, 
CA 94105 ¢ 415-995-8588 © Fax: 415-995-8589 
info@citycarshare.org © www.citycarshare.org 


"Under the Chirat- 
Wann Onenrunrt, 
SLStoingolity in 


Eugene BioCarShare, PO Box 421, Eugene, OR 97440 « suburban Amenca 


541-434-6347 © info@biocarshare.org Packed with practical eS rom 

www.biocarshare.org ideas for remaking [he exception fo 
suburban and urban = [he rule.” 

Flexcar, 307 Third Ave. S., Ste. 220, Seattle, WA 98104 e neighborhoods to Willian Becker, 

206-332-0330 ¢ Fax: 206-332-0382 ¢ Ler people better founcher of ihe WLS 

information@flexcar.com ® www.flexcar.com and reduce human passcode deg " 
impact rh the for cuntainable " 

Zipcar, 25 First St., 4th Fl., Cambridge, MA 02141 e environment, 119.95 Dhewekoperyst 


617-491-9900 © Fax: 617-995-4300 © info@zipcar.com ¢ 
www.zipcar.com 


Car Sharing Network ¢ Find car sharing programs in your 
city at www.carsharing.net/where.html 


Adapted from Superbia! 31 Ways to Create Sustainable 
Neighborhoods, by Dan Chiras & Dave Wann, 2003, 


Paperback, 240 pages, ISBN 0865714908, US$19.95 from Electric Vehicle Components & Systems Since 1984 
New Society Publishers, PO Box 189, Gabriola Island, Components, Conversion Kits, Publications, Videos, & Engineering Design 
BC Canada VOR 1X0 ¢ 800-283-3572 (orders) or Services for the EV Hobbyist & Manufacturer 
250-247-9737 © Fax: 250-247-7471 e info@newsociety.com e We stock and sell the largest variety of the very best. 
www.nhewsociety.com Components & Publications Catalog $5.00 

944 West 21st Street, Upland, CA 91784 USA 


: (909) 949-7914 * FAX: (909) 949-7916 * Web: www.kta-ev.com 


i.” CONDITION and PREVENT PREMATURE FAILURE of your battery 
with NANOPULSER, Electronic Desulfator Device 


Pulse Genetech 
www.pulsegenetech.co.jp/ etl/ 


FEATURES 


e Inhibits the buildup of hard sulfates, the main cause of 
capacity loss and failure of lead-acid batteries. 
e Regenerates sulfated batteries by desulfating slowly and 


gently without damaging electrode plates. 
e Improves FLOODED, GEL and AGM batteries. 
* Effect can be seen in longer operation hours and easier 
a acceptance of charges. (Specific gravity improves within a 
Ask your fine local dealers for § few days or weeks depending on the condition and capacity 


availability, or contact us at 


: of the batteries.) 
info@pulsegenetech.co.jp ‘ { : d 
Pulse Genetech U.S.A., Inc. ° It revives old sulfated batteries, however installing on new 


Phone: 425-454-2520 batteries is recommended for the best result. 
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Designed For 


Cool Daylight 


Four eee 13' s in 25 x 35 living room. 


The Original 


to Skylight 
For 


Home or Work 
Since 1991 


SunPipe.com - 800-844-4786 


JP Jan Warer craft | Products 


Battery Watering Made Easy! 
think it's the Dest invention since the 
garbage disposal and garage door opener.” 
Will RK. Eastes- Surprise, Arizona 


With the PEO-FILL on board : 

Watering systems you can fill retry watt TEA mATERM ST ri 1 
ie 1 (2) bartered from a angle . i? Koen 
remote position wifhout ever 

having fo touch a battery arremove © cap oagaan. 

PRO: FILIL's automatic control yalve ensures thal each 

bell it cloted wien ihe prectte level ia teached, The reat 
Aces and convenient means of fillimg batteries, get the 


cial i Distributed by: JWP 


Vi§4) E-mail: sales@janwp.com 
Call Bob- 1-616 822-7587 


WW W j AanWp.co mm 


80 Years of 
Building Better 
Batteries 


e Performance engineered for durability, 
reliability and maximum capacity 

e Flooded or valve-regulated (VRLA) 
products 

e Live technical support or visit www. 
trojanbattery.com 

e Trojan is the world’s #1 manufacturer 
of deep cycle batteries for renewable 
energy systems 


2 Trojan. 
80" Anniversary 


Available from Master Distributors Worldwide 


800-423-6569ewww.trojanbattery.com 
Trojan - Clean energy for life™ 
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Residential Wind & Hybrid Systems from 


Abundant Renewable Energy 


Introducing the ARE110 and ARE442 turbinesjin Fall 2005 
See our website for the latest pictures and specs 


Maximizing Energy, by Maximizing Efficiency 
Direct Grid Connect without Batteries 

24 & 48 volt Battery Charging Systems 

The Most Powerful Blades, the Most Efficient 


ZO 


Alternators, and the Most Sophisticated ¢ Controls 


in the Field today. 
Quiet, Consistent, Reliable 


Web Site: www.AbundantRE.com 


Phone: (503) 538-8298 « Email: info@Abun le Vr 


See web site for our list of dealers 


BZ Products Model MPPT250 


250 watt 25 amp Maximum Power Point Solar Control 


Battery temperature sensor 
standard 

15 amp low voltage 
disconnect standard 

Aux battery trickle charger standard 
Five year warranty 


Made in U.S.A. 
BZ Products, Inc. 


314-644-2490 * www.bzproducts.net * bzp@bzproducts.net 
7614 Marion Ct., St. Louis, MO 63143, USA 


lei rie 
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AWP Review: #102, pg. 82 
Direct Grid Tie: #100, pg. 22 


Choose a Wind Generator: 
#90, pg. 50 


~~, HYDROSCREEN CO. LLC 


¢ Boost charge current up to 30% 

¢ Up to 25 amp output current e Self Cleaning Precision Wedge Wire 

© Microprocessor control e Easy Installation 

° 95 % efficacy e High Capacity Coanda Screens 

° 250 watt PV input ¢ No moving parts for Hydro, Agricultural, and 

* 12 to 24 volt input z Domestic Diversions from 
- e Pipe, ramp and 

* Digital metering b ti 10 gpm to 500 cfs 

¢ PWM float control SESE DUTIES SS) 


— We specialize in creatively engineering 
solutions for your unique hydro diversion 
screening needs. 

— Our solutions are cost effective with 
numerous screen mounting options; we 
also have durable 304 SS mounting boxes. 


Visit us at www.hydroscreen.com or 


Sd ae gag e07! 


rliyclreosluecrerie 


Introducing a new adjustable 
Permanent Magnetic Brushless Alternator 


632) Swanton Road 
Davenport, CA 95077. 
831-425-7652 
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Quality First! 


rie 
BOLAR PUMPING FROOCTS 


ee Brishlcss DC Hubmersible Pumps wp to 
eo ee te 2 AP, beads ip to TOO feet and Hew 
. rates ip to 50 OP a. 


iit mahau i 
Diaphrage Submervibles 
wrth Seade ep to 2-H fest 
f flow rates up to 4. GPM. 


PUENTE Pes 


SCD SERIES 
Centrifugal Boceder 
Fumpea from 32 wot 
Home Pressure Speteme 
te 180 welt High Preseure 
Booster Pump Gyetesss. 


BOOSTER PUMPS 
PCA A PC SERIES 


FP AERES 


Pans 


PUM? CONTROLLERS 


New Micrm-proceamor based 


POL FUMFSA pamp coontrdicrs up te 2 AP. 


Pool Circulating Funrpe from | 
‘» to 2 EF. Current boosting and voltage 


beocuting models availebie. 


We also manufacture: Jet Purmps 
Triplex Piston Pumps 
Jack Pump Retrofit Kits 
For free system sizing, technical 
support, or to place an order call: 
1-800-370-8115 
(928) 346-9652 
Fan: (28) 345-9653 
Www. Sun pum ps,.com 


Pate: 


SernPumpes wtecics all parte 


ond will rebuild. any orginal 
Stock punep or comtrolles 


Seca 


You ‘ll appreciate 
OUF ti: 


attractive design 
simple handling 


best quality 


Steca GmbH 
Mammostrasse 1 
D-87700 Memmingen 
Pho tovoltaic Charge Contr oller. Germa ny 
. Tel: +49(0)8331 85580 
Steca PR 1010, 1515, 2020, 3030 Fax: +49 (0)8331 8558 12 
15-30A www.stecasolar.com 


a a TT eo _ eEc eSSs 


@ A diverse line of quality trackers for: 
Grid-Intertie, Commercial Applications, 
Remote Homes and Water Pumping. 


@ Trackers from 150 W to 15 kW. 

® Complete pre-engineered Trackits™ available, 
® Patented technology. 

® 15 years of solar tracking experience. 


Array Technologies, Inc 


205-881-7567 www, Waltsun.com 
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The 2,600-gallon (9,850 I) outdoor hot tub at Mercey Hot Springs is heated by a homebuilt heat exchanger 
plumbed through a natural 119°F artesian spring. 


eothermal energy heats the hot tub at Mercey Hot 
Springs, a desert oasis nestled in the hills west 
of the San Joaquin Valley of California. Since the 
nearest utility lines are 5 miles (8 km) away, electricity for the 
resort is generated from the wind, sun, and recycled veggie 
oil. Its swimming pool is heated by a solar thermal array. 
While Mercey Hot Springs approaches 100 percent 
sustainability with regard to electricity use, it still relies on 
propane for heating the hotel and cabins in winter, supplying 
domestic hot water, cooking, and, formerly, maintaining the 
large outdoor hot tub at 104°F (40°C). Faced with monthly 
propane bills of US$300, owners Larry Ronneberg and 
Grazyna Aust were very interested in tapping the geothermal 
energy available onsite. Now, with the addition of a simple 
heat exchanger, geothermal energy reliably heats the large 
outdoor hot tub. Soon, geothermal energy will be heating 
buildings and domestic hot water for the resort. 


The first step toward using geothermal energy is assessing 
the source. The spring at Mercey Hot Springs is artesian, 
hot, and abundant. The exit temperature of the Mercey 
spring is 119°F (48°C) and the rate of flow is 7 to 8 gallons 


per minute (26-30 lpm). A flow rate of 7 gpm may sound 
small, but over a 24-hour period, the spring yields at least 
10,080 gallons (38,183 1) of water. 

Calculating the energy potential of a geothermal spring 
can be done in a number of ways. However, crunching a 
bunch of numbers is meaningless if you don’t know what 
to do with the answers. See the Geothermal Calculations 
sidebar for some simple methods to help you assess 
geothermal potential. 


To what kinds of applications could the geothermal energy 
be applied? A temperature of 119°F (48°C) is not useful 
for cooking, refrigeration, or steam production directly. 
However, it is able to handle domestic hot water, room 
heating, dehydrating food, distilling water, and heating hot 
tubs. Mercey Hot Springs experiences a high number of solar 
days per year (335), so more direct methods of distilling water 
and dehydrating food using solar energy will be tried first. 

To get the biggest bang for the buck, we looked at the 
energy usage for the remaining three applications—domestic 
hot water, room heating, and heating the hot tub—and their 
relative consumption of propane. 
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Domestic hot water. One 80-gallon (300 1) water heater 
was in use, primarily for the kitchen sink and one private 
bath. All other showers, tubs, and sinks on site were 
plumbed to use the spring’s hot water directly. 

Room heating. The resort has five cabins, one mobile 
home, a massage room, the chapel (reception area), and five 
rooms in a hotel—two bedrooms, one office, a kitchen, and 
a dining room. All use propane for room heating. This usage 
is confined to the fall, winter, and spring, and disappears in 
the summer, when space heating is no longer needed. 

Hot tub. The outdoor hot tub is 9 feet (2.7 m) in diameter 
and 5 feet (1.5 m) deep, and contains roughly 2,600 gallons 
(9,840 1) of water. Plumbing connects the hot tub with its 
circulation pump, filter, and chlorinator—all located some 
200 feet (61 m) away. An in-line, propane-fueled demand 
heater was used to maintain a 104°F (40°C) temperature in 
the hot tub. 

Estimating the percentage of propane usage for each of these 
functions—domestic hot water, room heating, cooking, and 
the hot tub—was mildly challenging. Propane usage during 
summer months is restricted to domestic hot water, cooking, 
and heating the hot tub. Mercey Hot Springs experiences 
relatively mild winters, so heating rooms is not a big load. 


www.homepower.com 


hot springs 


After many calculations, it appeared that the hot tub 
was responsible for about 50 percent of the propane bill, or 
about US$150 per month. Heating the hot tub, then, offered 
the best cost-to-benefit ratio for tapping the geothermal 
potential of the spring. 


A Geothermal Heat Exchanger 

Heating water in a hot tub with the energy in a geothermal 
spring introduces several challenges. The first is the risk of 
contamination. The local county health department will be 
the first to point out that once spring water is introduced 
into the hot tub, it is considered “contaminated” and must 
not be circulated back to the source. 

How, then, could we transfer heat from the source to the 
hot tub without risk of contamination? The solution was a 
fluid-to-fluid heat exchanger. This device permits the exchange 
of heat between two fluids while preventing a mix of them. 

Manufacturers of heat exchangers offer hardware that is 
sized to satisfy virtually any application and specifications. 
Since the shop at Mercey Hot Springs has the tools to 
fabricate almost anything, we decided to design and build 
our own heat exchanger for the spring tank. How big it 
would be, where it would go, and how it would be plumbed 
were dictated largely by the existing spring tank and 
pumping hardware. 

In the early 1900s, the artesian spring at Mercey Hot 
Springs was dug out to a depth of 8 feet (2.4 m) and 
surrounded by a foot-thick (0.3 m) wall of concrete measuring 
roughly 12 feet by 12 feet (3.7 x 3.7 m) in size. A foot-thick, 
convex shaped concrete cap has two, 30-inch (76 cm) square 
hatches on diagonally opposing corners for access. 


Mercey Hot Springs owner Larry Ronneberg (right) and author 
Michael Hackleman prepare copper coils for the heat exchanger. 


hot springs 


Renewable Energy at Mercey Hot Springs 


Tapping renewable energy is an ongoing event at Mercey Hot Springs. A 
3,000-watt Whisper wind generator atop a 70-foot (21 m) tower faithfully 
cranks out electricity throughout the year. A 1,000-watt, solar-electric 
(PV) array tracks the sun, routing even more electricity into the resort’s 
industrial-sized battery bank. A 15 KW standby diesel generator was 
converted last summer to run directly on filtered veggie oil recycled from 
nearby restaurants. 


When the resort’s usage exceeds the capacity of the battery bank, the 

generator fires up, takes over the load, and recharges the 48 V, 72 KWH 
battery bank at the same time. 
Twin 120 V inverters, each rated 
at 5.5 KW, handle both 120 V and 
240 V loads from the battery bank 
when the generator is off. A 22- 
panel array of solar thermal (water 
heating) collectors supplements 
the energy grid further by heating 
the 25,000-gallon (95,000 |) outdoor 
swimming pool all year long. 


Left: The 1,000 W PV array. 
Right: The Whisper wind generator. 


The heat exchanger was test assembled 
before installation into the spring tank. 


County codes require a specific number of water 
exchanges daily for a public hot tub. To meet this 
requirement, the existing circulation system pumped water 
through the filter and chlorinator at a 50-gpm flow rate for 
14 to 16 hours of each day. If we designed the heat exchanger 
to be plumbed in-line, we could use this flow to deliver heat 
from the spring tank to the hot tub. To minimize pressure 
losses in the circulation loop, the heat exchanger and related 
plumbing were sized around 2-inch PVC pipe and fittings, 
sweeps, and low-resistance diversion valves. 

Using a flow resistance table for copper pipe, Larry 
confirmed that five coils of 1-inch copper pipe in parallel 
with each other would have less resistance to flow than one 
2-inch plastic pipe. Since 1-inch (ID), thick-wall copper pipe 
was available from the refrigeration industry in 50-foot (15 
m) coils, we elected to use these intact and to terminate the 
five coils in 2-inch PVC header pipes at each end. 

We purchased the five coils of copper tubing and 2- 
inch PVC pipes, unions, elbows, and valves. Each coil had 
a diameter of 30 inches (76 cm). One coil was inserted into 
the larger of the two hatches in the spring tank to verify that 
it would go through. We included unions in the design at 
each junction of coil and header. We wanted to minimize 
the amount of assembly required inside the spring tank and 
avoid any risk of spilling glue into the spring water. 

We spread all the parts of our heat exchanger on 
the ground, and tried various configurations of the heat 
exchanger itself. A low profile was important. Otherwise, 
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Connection to the manifold required a 2-inch tee, a reducer, 
a short PVC nipple, the union, and a PVC-to-copper adapter 
that was soldered to the end of a coil. 


refilling the hot tub could drop the level of water in the 
spring tank to a level that would expose the coils to air, 
reducing their working efficiency. 

Plumbed end-to-end, the five coils would not fit inside 
the length or width of the spring tank. However, we 
discovered that we could overlap and intermingle the coils 


Intermingling adjacent coils saved space, separated the coils 
for efficient heat transfer, and allowed most of the 
preassembled heat exchanger to fit through the small hatch 
in the spring tank. 
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hot springs 


Geothermal 
Calculations 


By definition, one Btu is the amount of heat it 
takes to raise the temperature of 1 pound (0.45 
kg) of water by 1°F (0.56°C). Since a gallon of 
water (3.8 |) is about 8 pounds (3.6 kg), it takes 
8 Btu to raise the temperature of 1 gallon of 
water by 1°F. Thus, it takes 80 Btu to increase the 
temperature of 10 gallons of water by 1°F, or to 
raise the temperature of 1 gallon of water by 10°F 
(euler 6). 


Heat seeks cold. At standard temperature and 
pressure, a heat source must be higher in 
temperature than the object itself if a transfer 
of heat between them is to work. Only the 
temperatures in a heat source above the 
application’s likely temperature range (lowest 
temp and highest temp) are useful. 


For example, Mercey’s hot tub cools to 90°F 
(32°C) at night, and needs heating to achieve 
and maintain the desired temperature of 104°F 
(40°C) for 16 hours per day. There’s a difference 
in temperature (AT, pronounced “delta tee”) of 
29°F (16°C) between the geothermal spring’s 
exit temperature (119°F; 48°C) and the hot 
tub’s lowest temperature (90°F). This AT ts 
reduced to 15°F (8.3°C) as the hot tub reaches 
104°F. 


The Mercey Hot Springs hot tub uses 2,600 gallons 
(9,850 |) of water. How many Btu are needed to 
raise its temperature from 90°F to 104°F? The AT 
is 14°F (7.7°C). So, 14°F per pound of water times 
8 pounds per gallon times 2,600 gallons equals 
291,200 Btu. 


How many Btu are available from geothermal 
energy to offset heat losses? The AT between 
the spring and the tub is 15°F (8.3°C). So, 15°F 
per pound times 8 pounds per gallon times 
10,000 gallons per day equals 1.2 million Btu 
per day. Even when you factor in huge losses 
of heat in the hot tub, pipes, pumps, and heat 
exchanger, the spring is not heavily taxed in 
heating the hot tub. 


Since radiant floors won't exceed 70°F (21°C), 
the inlet temperature to the tubing that serves a 
radiant floor system doesn’t need a circulating 
fluid at more than 100°F (38°C). The geothermal 
source at Mercey Hot Springs is strong in this 
application, and future expansion of this system’s 
output will likely move this way. 
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Steve Bain positions three of the heat exchanger coils on 
the cradle in the partially emptied spring tank. The two final 
coils were then lowered into the tank and connected to the 

preassembled ones. 


for a more compact fit. By using unions at the in and out 
points of the heat exchanger, we were also able to eliminate 
the need to glue any PVC pipe inside the spring tank itself. 


Our mock-up of the way the heat exchanger would fit 
together saved mistakes, time, and material. It also gave 
us the measurements we needed to size the short lengths 
of 2-inch PVC pipe between the tees where the coils would 
attach in the header. 

We used a tool that was designed to cut large PVC 
pipe, avoiding the uneven cuts you get using a hacksaw. 
The headers were glued together on 
a flat table in the shop. Mistakes tend 
to be cumulative, so we took our time 
building the headers to keep them 
straight. A reducer, a short nipple, and 
one side of a union were glued into 
each tee. The special copper fittings 
(1 !/s-inch ID) were soldered to each 
end of the copper coils. The coil ends 
were shaped by a tubing bender to 
get a perpendicular alignment of the 
fittings into the header tees. 

Teflon plumbing tape handled the 
threaded ends of adapter-to-union 
joints near the tees. A cap was glued 
to one end of each header and a union 
glued to the other end for connection 
to the pipes that route water into and 
out of the exchanger. Sweeps were 
used at all turns to eliminate the flow 
resistance of 90-degree elbows. 

A concrete-cutting blade in a 
standard circular saw was used to 
cut a 4- by 2-inch (10 x 5 cm) chunk in 
one corner of the 8-inch (20 cm) thick 
concrete hatch to pass the inlet and 


outlet pipes for the exchanger. We built a cradle to hold the 
exchanger assembly off the bottom of the spring, keep it 
level, and to separate and support the loops in the end coils. 
It was fabricated from PVC pipe and fittings. The finished 
unit looks like a monster in-line skate lying on its side, or a 
few bicycles that have crashed. 


We were concerned about contaminating the spring tank, 
either from the hot tub water circulating through the heat 
exchanger or the materials used in making the heat exchanger. 
To mitigate the first possibility, the heat exchanger was 
pressure-tested at the shop as a unit, and again (along with 
interconnecting pipes) once it was installed in the spring 
tank. In both cases, the test pressure (80 psi) was twice that 
of the maximum pumping pressure (40 psi) in the system. 
A pressure gauge and a Schrader valve (like those used in 
tires) were permanently installed for periodic pressure tests 
of the exchanger while in operation. 

While the mineral water at Mercey is only one-fifteenth 
the salinity of ocean water, it contains enough sodium and 
chloride to give it a slightly salty taste. It will eventually 
corrode or deposit scale on the copper coils, and may render 
them less effective at heat transfer over time. The effect of 
Mercey water on the PVC fittings or their glue is unknown. 

Whether copper would be introduced into the spring 
water in detrimental amounts is also unknown but not 
suspected. Our design minimized the use of soldered 
fittings and only lead-free solder was used. To eliminate 
the chance of galvanic or electrolytic action from dissimilar 
metals, only PVC pipe and copper fittings were used in the 
heat exchanger and related fittings. 


The modified plumbing sends the output of the circulation pump to a three-way valve, 
through the lower header of the heat exchanger, out the top header, through a ball 
valve, and back to the filter and chlorinator. 
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Installation 
When it was time to install the heat exchanger, volunteers 
Steve Bain and Pat Kelly helped out. The spring tank 
hatches were lifted off with the resort’s backhoe, and the 
tank was emptied, until only about a foot of water remained 
in the bottom of the tank. Steve slipped down into the tank 
as Pat and I lowered the cradle to him for positioning. Once 
it was level, the collapsed exchanger unit was maneuvered 
through the hatch and positioned on edge atop the cradle. 
Steve and I wrestled the coils apart, inserted the two 
remaining coils, and joined their unions to the headers. 
Once the heat exchanger was in place, the prefabricated 
inlet and outlet pipes were lowered, positioned, and secured 
to it with union couplers. The aboveground plumbing was 
added, along with a three-way valve for the inlet and a ball 
valve for the outlet. With these valves positioned to isolate 
the exchanger’s plumbing, we performed a final pressure 
check of the unit and all connections. Unistrut stands 
support the plumbing. 


Heat from Mother Nature 

We plumbed the heat exchanger into the system, including 
a bypass. Resetting both valves, we started the pump, 
brought the system online, and held our breath. With no 
discernable drop of pressure indicated on the system’s 
gauges, we celebrated our efforts by taking cold showers 
and, later, with the propane heater shut off, we enjoyed a 
hot tub courtesy of Mother Nature and the in-spring heat 
exchanger. 

The materials used to build the heat exchanger and 
plumb it into the existing system cost US$650. With propane 
savings amounting to nearly US$150 per month, this 
investment was recovered after 4 '/2 months of operation. 
The in-line flash heater sits idle now that the heat exchanger 
has taken over the job of heating the hot tub. Heating cabins 
and other buildings awaits system expansion. Insulation of 
the spring tank and hot tub and all plumbing is planned. 
This will ensure that there is enough geothermal heat to 
serve many more applications. 


Access 
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Pole-mounted solar-electric (photovoltaic; PV) arrays are a great option for many 
sites. You don’t need to worry about the orientation or angle of an existing roof, 
or about roof penetrations. Pole mounts allow easy, manual adjustment of the 
array’s tilt angle, or you can choose automatic tracking mounts to optimize energy 
production. They provide great air circulation to keep PV temperature down and 
power output up during warm weather, and make clearing snow off the array a 
simple task in wintry climes. 

Last issue, I covered the groundwork—setting the pole. This time, I'll walk you 
through each step of the array assembly and wiring. Even if the equipment you use is 
different than mine, the information will be a useful installation guide for your own 
pole-mounted PV array. 
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step by step 


Assemble the Mount 


Most pole mounts are designed and manufactured for specific a 
PV modules. When you contact your mount supplier, they'll ia 
need to know the brand, model, and quantity of PV modules 
planned for your system. Each mount will come with step-by-step assembly 
instructions. Getting your mount assembled on the top of the pole is as 
easy as following the directions, but I have a couple of tips that will help 
simplify the job. 

First, don’t fully tighten the bolts that fasten the PV-mounting rails to the 
rest of the structure until all of the modules are in place. This will give you 
some wiggle room if any of the predrilled mounting holes in the rack are a little 
off. Don’t forget to fully secure the rail hardware once the PVs are in place. 

Second, pole mounts are designed to allow seasonal adjustment of the 
tilt angle of the array. While you’re installing the array, it can be laid flat, at 
close to vertical, or anywhere in between. In general, I like to set the angle 
of the array at about 45 degrees. This limits the amount of uncomfortable = 
overhead work. If the array is mounted on a tall pole, securing it in a 
horizontal position will make the whole array easier to reach. 


Mount the PVs 


Once the rack is assembled, it’s time to install 
the PVs. If you’re assembling the array while 
it’s fixed in a tilted position, install the 
bottom row of PVs first. Then you can rest the next row of 
modules on the first row while you’re positioning them, 
which makes the job faster and easier. 

The mounting hardware for the PVs will be included 
with the rack, not the modules. This hardware should be 
stainless steel to resist corrosion, and include either lock 
washers or lock nuts that will not loosen over time. It’s 
easier to work with the mounting hardware if you insert the 
bolts through the module mounting holes from the inside 
of the PVs, and then through the rack. This gives you better 
clearance to get the washers and nuts in place. 

An open-end wrench used in conjunction with a ratchet 
and socket (usually ”/16 inch) will allow you to quickly fasten 
the PVs to the rack. If you have a big array, or several to install, 
a cordless drill fitted with a socket driver will definitely speed 
up the job. If you use this approach, make sure to set the 
driver’s clutch to release before the hardware is overtightened. 
If you don’t, you may snap off bolts. 
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The National Electrical Code (NEC) requires a dedicated 
breaker or fuse in line with each series string of PV modules (except 
with some high voltage inverters). To meet this code requirement, a 
combiner box is required in most pole-mounted array installations. 

First, determine what conduit fittings you'll need to connect the 
combiner box to the conduit that runs up the pole. I typically run 
the conduit right against the pole. To make the transition from the 
conduit to the combiner box, you'll need a PVC female fitting, an 
offset, a nut, and a bushing. 

Single-hole straps (clamps) are used to secure the conduit. 
Another channel and strapping system using Unistrut (not shown) 
is commonly used to secure the vertical length of conduit to the 
pole. This is a good approach, but requires a few more fittings. 


Attach the conduit fittings to the combiner box finger- 

tight, and position the assembly on the conduit (no glue 

yet). Grab a marker and a torpedo (short) level. Adjust 
the offset until the back of the combiner box rests evenly against the 
pole, and then level the box. Now that everything is in position, mark the 
location of the mounting holes on the pole itself. 

Depending on the size of the pole and the combiner box you're using, 
the box’s predrilled mounting holes may not be positioned where you 
need them. If this is the case, line it up where you want it, and mark the 
back of the combiner box to predrill custom mounting holes. Then mark 
the location of the new holes on the pole. 

Use self-tapping screws to fasten the combiner box to the pole (I 
prefer square-drive screws). Even with self-tapping screws, pilot holes 
are necessary when mounting to steel pipe. Make sure to choose a drill 
bit that is slightly smaller than the screws you use. The curve of the pole 
will typically cause your pilot bit to drift off your mark, so use a center 
punch to make a starting point for the drill bit. This will ensure that 
everything lines up when you fasten the box to the pole. 

Once your holes line up, apply PVC glue to the conduit, and slide the 
combiner box/fitting assembly into place. Wipe off any excess glue and 
drive the screws. I 
always neatly apply 
some high-quality 
50-year silicone 
caulk over the screw 
heads, and seal any 
unused, predrilled 
mounting holes 
in the back of the 
box. Finally, use 
straps to secure the 
vertical conduit to 
the pole. 
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step by step 


Install the Array 
Equipment-Ground Lugs 


All PV arrays need to be properly grounded per the 
NEC. Pole-mounted PV array equipment-grounding systems have 
three main components—lugs that attach the ground wire to the 
PV module frames, the ground wire itself, and a ground rod driven 
into the earth at the base of the pole. 

Lay-in lug kits, available from solar energy equipment resellers, are appropriate 
for long-lasting, corrosion-free connections between the ground wire and the 
module frame. Lay-in lugs are designed to accept wire from the side, so the hassle 
of feeding the ground wire through successive lugs is eliminated. 

Lugs should be either bronze or stainless steel. They’ll come with stainless 
mounting bolts or screws, and star washers that will cut through the anodizing on 
the module frame (ensuring a low-resistance connection). Low-cost aluminum lugs 
are not suitable, since the fastener will be exposed to weather in this application 
and corrosion will result. 

Only the module grounding locations identified on the modules themselves 
should be used. Before you begin fastening the lugs to the module frames, plan 
the route the ground wire will run between each module, and then down to the 
combiner box. Use a cordless driver to fasten the lugs to the module frames. 


Install the Array 
Equipment-Ground Wiring 


Once the lugs are installed, it’s time to run 
the ground wire from PV frame to PV frame, and then route 
it into the combiner box, where it will terminate at the box’s 
equipment-ground lug. To ensure the lowest resistance electrical 
path, equipment-ground wire installed on PV arrays should be 
continuous. 

On the array, I always use #6 (13 mm?) stranded, bare copper 
wire, which is more flexible than solid. Trying to bend #6 solid 
wire in the tight radiuses required when grounding module 
frames is not recommended. In some cases the NEC will allow 
smaller-gauge ground wire to be used, but I opt for #6 since it will 
better resist any physical damage. 
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step by step 


Install the Ground 
Rod & Wire 


Next, pound a ground rod into the 
earth at the base of the pole, outside the edge of the 
concrete footing. Driving the ground rod at an angle 
can help you get it in all the way if bedrock is close 
to the surface. 

Once the rod is driven, run #6 bare, solid, copper 
wire from the combiner box’s ground lug, down 
along the vertical conduit, and then over to the 
ground rod. Where possible, I like to use a ground 
rod clamp approved for direct burial, completely 
bury the ground rod, and trench the ground wire in. 
This looks better, and won’t trip people or animals if 
they pass by the base of the array. 


the PVs 


When wiring 
the PVs, remember that 
they will generate electricity 
whenever the sun is shining, 
even in overcast conditions. 
So pay attention, and make 
sure you're qualified to get 
the job done right and safely. 

Some people even opt to cover j 
the modules with an opaque : 
material when wiring the 
array. 

Almost all modern PV modules come with prewired, 
multicontact (MC) connectors. These connectors simply plug 
together, allowing fast installation and a low-resistance, 
weather-tight connection. MC connectors should be firmly 
pushed together and given about a quarter turn to make sure 
the seal is tight. Your system design will determine how many 
modules will be wired in series, and how many series strings 
your array will have. (See my article on wiring configurations 
for a PV array in HP87.) 

Once the series strings are wired, the next step is to fully 
secure the wiring. All MC connectors should be either taped with 
high-quality electrical tape or sealed with heat-shrink tubing. 
While the connectors themselves are watertight, these methods 
will further weatherproof them, and provide some strain relief 
to keep them from being inadvertently disconnected. Finally, no 
PV wiring should be left hanging, since this looks sloppy and 
just invites trouble. Use UV-resistant (black) zip ties to secure 
the module wiring to the module frames or mount structure. 
Clips that attach to the module frame and hold the wires are 
available as well. 
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Your array will require an additional MC cable to run from each 

series string of PVs to the combiner box. Purchase extra lengths 

of pre-made, MC cable that have a female connector on one end 
and a male connector on the other. When cut in half, these cables will need to be 
long enough to reach from the PVs to the combiner box. This wire is referred to 
as a “home run.” 

The ends of the home-run wiring destined for the combiner box should be 
taped off and handled carefully to avoid shock hazard and electrical shorting. 
To keep polarity straight, positive leads should be taped with red electrical tape 
and negative leads with white. 

While working with this wiring, the safest approach is to leave one of the 
home-run conductors of each series string open (disconnected) at the PV arrays 
until the home runs are in place and terminated in the combiner box. 

I like to put the home-run wiring running down the pole and into the 
combiner box in nonmetallic, watertight, flexible conduit for extra physical 
protection. The PV end of the conduit will not have a fitting on it, so make sure 
to seal it with silicone caulk to keep water from running down the wiring and 
into the combiner box. 

The flexible conduit can be secured to the pole using self-tapping screws with 
pilot holes, and heavy wall (HW) conduit straps. Finally, because pole mounts 
allow for seasonal adjustment for the tilt of the array, make sure to cut both the 
home-run wiring and flexible conduit to a length that will allow full adjustment 
of the array without placing any strain on the wiring. 
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Breakers should be in the off position (or fuses removed) 

during combiner box wiring. Positive PV array home runs 

will terminate at series breakers or fuses, and negative ones 
at the negative bus (combiner) bar. Use a torque wrench to fully tighten all electrical 
connections inside the combiner box to the manufacturer’s specifications. 

Once all the wiring in the combiner box is completed, double-check that the series 
breakers are in the off position, and then make the final connection in each series 
string’s home-run wiring at the PV array. This strategy will ensure that you’re not 
working with “hot” (energized) wiring during the installation. Use a digital multimeter 
to double-check that each series string’s polarity is correct. The transmission wiring that 
runs between the array and the power room will also be terminated in the combiner 
box once it’s pulled. 
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Once the pole is set and the concrete is cured, 
assembling and wiring a pole-mounted solar- 
electric array can be done in a single day, or 
over a leisurely weekend. One person can 
easily get the job done, but it’s nice to have 
a second set of hands when assembling the 
rack and mounting the PVs. 

If you want a solar-electric array, and 
your site is suitable for a pole mount, 
definitely consider it. Pole mounts are one of 
the most fun—and most productive—things 
you can plant in your backyard. 
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Access 

Joe Schwartz, Home Power, PO Box 520, Ashland, OR 97520 e 
541-512-0228 © joe.schwartz@homepower.com ¢ 
www.homepower.com 


Fixed pole-mount manufacturers: 


Direct Power & Water, 4000-B Vassar Dr. NE, 
Albuquerque, NM 87107 © 800-260-3792 or 505-889-3585 
Fax: 505-889-3548 ¢ info@power-fab.com ¢ 
www.power-fab.com 


General Specialties, 206 N. 4th Ave., #200, Sandpoint, ID 
83864 © 208-265-5244 


UniRac Inc., 3201 University Blvd. SE, Ste. 110, 
Albuquerque, NM 87106 © 505-242-6411 e 

Fax: 505-242-6412 ¢ contact@unirac.com ® 
www.unirac.com 


Zomeworks Corp., 1011 Sawmill Rd. NW, Albuquerque, 
NM 87104 © 800-279-6342 or 505-242-5354 e 

Fax: 505-243-5187 ¢ zomework@zomeworks.com ® 
www.zomeworks.com 


Combiner box manufacturer: 


OutBack Power Systems, 19009 62nd Ave. NE, Arlington, 
WA 98223 © 360-435-6030 ¢ Fax: 360-435-6019 
sales@outbackpower.com * www.outbackpower.com 
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The 2008 National 
Electrical Code 


Part 2 


John Wiles 


Sponsored by the Photovoltaic Systems Assistance Center, Sandia National Laboratories 


Proposals for the 2008 National Electrical Code (NEC) are due 
to the National Fire Protection Association (NFPA) in early 
November 2005. Last issue, half of the current proposals were 
presented in this column. The remaining proposals and their 
edited substantiations are outlined below. To see the entire 
list and keep abreast of any changes, the current proposals 
may be downloaded from the SWTDI Web site (see Access). 


690.33(C) Type (Revised) 

Proposal: Add a second sentence to this section as follows: 
Connectors that are readily accessible in circuits operating at 
over 50 volts (maximum system voltage for DC circuits or 
nominal voltage for AC circuits) shall require a tool to open and 
shall not present a shock hazard when opened under load. 
Substantiation: Circuits with operating voltages above 
50 volts (either DC maximum system voltages or AC 
nominal voltages) pose shock hazards when the energized 
conductors are exposed. Note the grounding requirement 
established at this voltage limit in 690.41. Connectors are 
allowed in PV systems (690.33) and they are commonly used 
in PV source circuits where the voltages typically range 
from 27 volts to 600 volts. 

Most of the currently used connectors are of the latching 
type and may be opened by just pulling them apart. 
Although these existing connectors are manufactured as 
“touch safe,” they are not designed to be opened under 
load. If inadvertently opened under load, the resulting arc 
(particularly on DC circuits) may disable the “touch-safe” 
feature by carbonizing the insulation. 

Where these connectors are installed in readily accessible 
locations, they should be of a type that requires a tool to open. 
The “tool” may be a connector-specific opening device or 
merely the blade of a screwdriver or other pointed instrument. 
In some cases, the connector may consist of a latching 
connector with a locking shell that prevents the connector 
from being pulled apart. The connector must remain “touch 
safe” after opening under load and not present a shock hazard. 


690.35(C)(3) (Revised) 

Proposal: Revise the section as follows: 

(3) Automatically disconnects the conductors or causes the 
inverter or charge controller connected to that portion of the 
faulted array to automatically cease exporting power. 
Substantiation: Aligns the text for these ungrounded 
systems with the text in 690.5 dealing with grounded PV 
systems. Establishes that the faulted array may be isolated 
by disconnecting the conductors (typically done on low- 
voltage systems—12, 24, and 48 V) or by causing the 


connected inverter or charge controller to cease exporting 
power (typically done on higher voltage systems). Either 
of these methods serves the purpose of ceasing power 
production and providing an additional indication that 
something has happened that needs attention. 


690.35(D) (New) 

Proposal: Add the new exception as follows: 

Exception: Conductors listed and identified as photovoltaic 
(PV) conductors may be installed as exposed, single-conductor 
cables in PV source circuits as permitted by 690.31(B). 
Substantiation: UL has developed anew cable specification / 
standard for a cable type specifically designed for PV 
installations where exposed single-conductor cable is used. 
The cable is intended to meet the safety requirements 
associated with cables used in ungrounded PV installations 
permitted by 690.35. See the substantiation for the proposed 
revision to 690.31 in HP108. 


690.35(F) Ungrounded Photovoltaic Power 
Systems (Revised) 
Proposal: Revise the section as follows: 
(F) The photovoltaic power source shall be labeled with 
the following warning at each junction box, combiner 
box, disconnect, and device where energized, uninsulated 
terminals or connections may be exposed during service: 
WARNING: ELECTRIC SHOCK HAZARD. THE DC 
CONDUCTORS ARE UNGROUNDED BUT MAY BE 
ENERGIZED WITH RESPECT TO GROUND DUE TO 
LEAKAGE PATHS AND/OR GROUND FAULTS. 
Substantiation: The section is modified to indicate that 
the label shall be required only where there are exposed, 
uninsulated, energized terminals. Pull boxes where there 
are no exposed, energized terminals would not require the 
label. The wording of the warning is simplified. 


690.42 Point of System Grounding 
Connection (Revised) 

Proposal: Add the new exception as follows: 

Exception: Systems with a 690.5 ground-fault protection 
device, either as a separate device or built into the inverter, 
shall have the required grounding point (bond) made by the 
eround-fault protection device. 

Substantiation: Section 690.5 ground-fault protection 
devices actually make the grounded conductor-to-ground 
bond for the entire DC system. It is important that no 
additional bond (as required by 690.42) be made in a 
system employing one of these devices. While many PV 
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systems employ such a device, there are still numerous 
ground-mounted PV systems that do not require them. A 
proposal (690.5) has been submitted to require a ground- 
fault protection device on all PV systems. 


690.43 Equipment Grounding (Revised) 
Proposal: Add a second paragraph to the existing section as 
follows: 

Equipment-grounding conductors for the PV array and structure 
(where required) shall be contained within the same raceway or 
cable, or otherwise run with the PV array circuit conductors 
where conductors leave the vicinity of the PV array. 
Substantiation: This proposal is required because Section 
250.134(B), Exception 2, allows DC equipment-grounding 
conductors to be routed separately from the circuit 
conductors. A proposal has been submitted to remove this 
exception, but there is no guarantee that it will be accepted. 

With the resurgence of DC power systems (renewable 
energy systems, fuel cells, uninterruptible power systems, and 
various industrial processes), the routing of DC equipment- 
grounding conductors needs to be reconsidered. One of 
the many issues that IEEE/ANSI Standard 1375, Guide for the 
Protection of Stationary Battery Systems points out is the difficulty 
in getting proper overcurrent device operation as the circuit 
time constant goes above 10 milliseconds (the time constant 
limit of testing in UL Standards 198 and 489). Fuses and circuit 
breakers may not operate properly when inductance in the 
circuit results in a time constant exceeding 10 milliseconds. 

Calculations shown in the IEEE Standard indicate that 
the normal circuit inductance in many DC systems results 
in time constants between 5 and 10 milliseconds. It wouldn't 
take much spacing between the equipment-grounding 
conductor and the circuit conductors to increase the fault- 
circuit time constant to greater than 10 milliseconds. If 
Exception 2 in 250.134(B) is followed, the routing of the 
equipment-grounding conductor away from the circuit 
conductors may allow the time constant under ground-fault 
conditions to exceed 10 milliseconds. These longer time 
constants, under ground-fault conditions, could prevent 
the DC overcurrent devices from functioning properly and 
possibly affect the operation of 690.5-required DC ground- 
fault protection equipment. 

PV module frames are commonly large rectangles of 
aluminum that are generally grounded by equipment- 
grounding conductors at one point on the frame. In 
PV arrays with modules mounted side by side, the UL- 
designated grounding points on the modules allow one 
equipment-grounding conductor to be connected to a 
number of modules, grounding all at one time. The junction 
boxes on the modules for the DC power leads are some 
distance (1-3 ft.) away from the grounding points on the 
same modules. Since the grounded frames are in proximity 
to the junction boxes, the equipment-grounding conductors 
are effectively close to the circuit conductors throughout 
the array field. However, once the circuit conductors leave 
the vicinity of the PV array, the equipment-grounding 
conductor(s) should be routed with the circuit conductors 
to minimize the time constant described above. 
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690.45 Size of Equipment-Grounding 
Conductor (Revised) 

Proposal: Revise 690.45 as follows: 

690.45 Size of Equipment-Grounding Conductor. 
Equipment-grounding conductors in photovoltaic source 
and photovoltaic output circuits shall be sized in accordance 
with Table 250.122. Where no overcurrent protective device 
is used in the circuit, an assumed overcurrent device 
rated at 1.25 times the photovoltaic-originated short- 
circuit currents shall be used in Table 250.122. Increases in 
equipment-grounding conductor size to address voltage 
drop considerations shall not be required. The equipment- 
erounding conductor shall be no smaller than 14 AWG. 
Substantiation: This proposal is a result of the proposed 
new ground-fault protection limits in 690.5 and 690.5(A). 
The language simplifies and clarifies the requirement. 
The ground-fault protective devices will interrupt any DC 
eround-fault currents that are in excess of a maximum 
value of 5 amps, no matter how large the PV array. This 
means that the equipment-grounding conductor will never 
have to carry more than 5 amps of circulating ground- 
fault currents on a continuous basis. Requiring the size 
to be based on Table 250.122 (or an assumed overcurrent 
device rated at 1.25 times the short-circuit current where 
there are no overcurrent devices in the circuit) will size 
the equipment-grounding conductors to an acceptable size 
that will minimize physical/mechanical abuse when being 
installed along with circuit conductors sized at 1.56 times 
the short-circuit current. Because even a 20 AWG conductor 
can carry the maximum 5 amps, there is no increase in 
size required by 250.122(B) where circuit conductors have 
been increased in size for voltage drop. Also, there are no 
overcurrent devices that need a low-impedance equipment- 
erounding connection for proper operation because the 
eground-fault device will activate at a significantly lower 
current level than any overcurrent device in the circuits. 
Typically, inverters up to about 10 KW are using 0.5 to 1.0 
amp ground-fault trigger levels, and higher power inverters 
will use up to the 5-amp allowed maximum. Off-grid stand- 
alone systems are commonly using a l-amp ground-fault 
protection device trip level. 


690.47(D) Additional Grounding 

Flectrodes (New) 

Proposal: Add the new section as follows: 

690.47(D) Additional Grounding Electrodes. Additional 
grounding electrodes for equipment grounding shall be 
installed in accordance with the methods described in 
250.54 as modified by (1) and (2). 

(1) A grounding electrode shall be installed at the location of 
ground-mounted PV arrays. 

(2) A grounding electrode shall be installed at the location 
of any PV array that is mounted on a building or structure 
that is separate from the building or structure holding other 
power equipment in the system. 

Substantiation: PV arrays may be mounted in locations that 
are some distance from the structure that holds the other 
power equipment in the system (inverters, batteries, interface 
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equipment, etc.). To maintain the potential of the exposed 
metal surfaces as close to the potential of the local earth as 
possible, supplementary grounding electrodes are required 
at the remote locations where the PV arrays are located. 
These grounding electrodes do not have to be bonded 
directly to other grounding electrodes in the system since the 
equipment-grounding conductors indirectly connect them. 
The installation provisions of 250.54 are appropriate, but 
these grounding electrodes are required, not permissive. 


690.58 Direct-Current Photovoltaic Power 

Source (Revised) 

Proposal: Revise the section as follows: 

690.53 Direct-Current Photovoltaic Power Source. 

A label for the direct-current power source indicating items 

(1) through (5) shall be provided by the installer at the PV 

disconnecting means: 

(1) Rated maximum power-point current 

(2) Rated maximum power-point voltage 

(3) Maximum system voltage 

(4) Rated short-circuit current 

(5) Maximum rated output current of maximum power- 
point charge controller (if installed) 

Substantiation: The basic paragraph is reworded to indicate 

that a label is required rather than a marking and to eliminate 

unnecessary words. The term “rated” is added to items (1), 

(2), and (4) to clarify exactly what values should be on the 

label. This term is not required on item (3) because maximum 

system voltage is defined in 690.7. Item (5) is added to 

identify the maximum rated output of the maximum power- 

point charge controller since that device, where installed, 

may significantly increase the current from the PV array. 


690.54 Interactive System Point of 
Connection (Revised) 

Proposal: Revise the section as follows: 

690.54 Interactive System Point of Interconnection. All 
interactive system(s) points of interconnection with other 
sources shall be marked at an accessible location at the 
disconnecting means as a power source with the rated AC 
output current and the nominal operating AC voltage. 
Substantiation: Clarifies the required marking to show 
the rated AC output, which is the current upon which 
conductors and overcurrent devices are based (690.8, 690.9). 
The existing text is sometimes interpreted as the maximum 
operating current for the installed system, which may 
be considerably less than the rated output current. Some 
installers were also marking a range of AC voltages. Both 
changes provide inspectors with better information to use in 
determining if code requirements have been met. 


690.62 Ampacity of Neutral Conductor (New) 
Proposal: Add the following second paragraph: 

A neutral conductor connection to a single-phase or 3-phase 
utility-interactive inverter used solely for instrumentation 
or voltage or phase detection purposes and not for power 
transmission shall be permitted to be as small as 14 AWG. 
Substantiation: Many utility-interactive inverters have a 


240 V, 208 V, or 480 V output that requires no connection 
to a neutral conductor for power transmission. However, 
due to various IEEE standards and local jurisdiction 
requirements, a connection to the electrical power system 
neutral conductor is required to detect a loss of phase 
and/or to monitor unbalanced line-to-neutral voltages 
of the inverter. This neutral connection, used only for 
phase detection or instrumentation, carries no appreciable 
power and can safely be made very small. A minimum 
requirement of 14 AWG ensures that this conductor is 
physically robust enough to be pulled through conduits 
with the power conductors. 


690.64 Point of Connection (Revised) 
Proposal: Revise the section as follows: 

690.64 Point of Connection. The output of a utility- 
interactive inverter shall be connected as specified in 
690.64(A) or 690.64(B). 

Substantiation: Over the evolution of article 690 since 1984, 
the definition of photovoltaic power source has referred 
to the DC output of a PV array. All of Part VII in 690 has 
always referred to the AC output of utility-interactive 
inverters. The terms “photovoltaic power source” was used 
incorrectly in this section. 


690.64 (A) Supply Side (Revised) 

Proposal: Revise the section as follows: 

690.64 (A) Supply Side. The output of a utility-interactive 
inverter shall be permitted to be connected to the supply side 
of the service disconnecting means as permitted in 230.82(6). 
Substantiation: See 690.64. 


690.64(B) Load Side (Revised) 

Proposal: Revise the first sentence of the section as follows: 
690.64(B) Load Side. The output of a utility-interactive 
inverter shall be permitted to be connected to the load side 
of the service disconnecting means of the other source(s) at 
any distribution equipment on the premises, provided that 
all of the following conditions are met. 

Substantiation: See 690.64 

Proposal: Revise 690.64(B)(2) as follows: 

690.64(B)(2). The sum of the ampere ratings of overcurrent 
devices in circuits supplying power to a busbar or conductor 
shall not exceed 110 percent of the rating of the busbar or 
conductor. 

Substantiation: Since Section 690.64 was first placed in 
the 1984 NEC, significant changes have been made to the 
way overcurrent device ratings and conductor ampacities 
are used in the code. Load calculations including demand 
factors and other code requirements generally restrict 
the operation of overcurrent devices and conductors to 
continuous operation at 80 percent of rating. Therefore, 
there is 20 percent or more (depending on demand factors) 
additional capacity in the busbar of a load center than is 
currently being used. If 10 percent of the load center rating 
were allowed for a circuit from a PV inverter, there would 
still be, under the very unlikely, worst-case conditions of 
high loads on load circuits, a 10 percent safety factor. In 
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nearly all installations under normal operating conditions, 
the addition of PV power to a load center will reduce 
the loading on the busbars and the loading on the main 
circuit breaker to the load center. Only in the unlikely 
situation where additional load circuits or increased loads 
were placed on the panel without complying with code 
requirements, would there be any possibility of even using 
the 10 percent extra designed allowance. 
Proposal: Revise 690.64(B)(2) as follows by adding the 
following new second paragraph after the exception: 
In dwelling units having no single main overcurrent 
protection device or service disconnect and having up to 
six main disconnects as allowed by 230.71(A), the sum 
of the ampere rating of overcurrent devices from the 
output of utility-interactive inverters supplying the busbar 
feeding the main disconnects shall not exceed 20 percent of 
the rating of that busbar. 
Substantiation: In many areas of the country, residential 
service panels are installed that have no single main 
circuit breaker or disconnect. Up to six disconnects/circuit 
breakers are used to feed subpanels in other locations. It 
is not possible to apply the general rule and the exception 
of this section because a single breaker does not limit the 
contribution of current from the utility. Allowing a backfed 
PV breaker or breakers with ratings totaling 20 percent of 
the panel rating is consistent with safety requirements and 
the use of the exception in other dwelling unit installations. 
Proposal: Delete the exception for 690.64(B)(3) 
Substantiation: Ground-fault protection devices (5 mA GFCI 
receptacle outlets and circuit breakers, 30 mA equipment 
protection breakers, and 100-600 amp feeder protection 
equipment) will generally be damaged if tripped by a 
ground fault while being backfed. This damage will disable 
the ground-fault protection mechanism of the device while 
still allowing normal operation (circuit breaker operation 
and current flow). The damage may not be visible or 
obvious. Ground-fault protection equipment should never 
be backfed under any circumstances. 
Proposal: Revise 690.64(B)(5) and add the Fine Print Note 
(FPN) as follows: 
(5) Circuit breakers, if backfed, shall be identified for such 
operation. Dedicated circuit breakers backfed from listed 
utility-interactive inverters complying with 690.60 shall not 
be required to be individually clamped to the panelboard 
busbars. A front panel shall clamp all circuit breakers to 
the panelboard busbars. Main circuit breakers connected 
directly to energized feeders shall be individually clamped. 
FPN: Circuit breakers that are not marked “Line” and 
“Load” are identified as suitable for backfeeding. 
Substantiation: UL Standard 489 is the reference for 
testing and marking molded-case circuit breakers suitable 
for backfeeding. The limited distribution of the standard 
and the allowance for backfeeding based on the absence of 
a marking is resulting in many circuit breakers being used 
improperly for backfeeding. Conversely, the absence of 
the marking causes many inspectors to not allow backfed 
circuit breakers. Also see UL’s Molded Case Circuit Breaker 
Marking Guide. 
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690.74 Battery Interconnections (Revised) 
Proposal: Add the following second paragraph to the section: 
Flexible, fine-stranded cables shall only be used with terminals, 
lugs, and connectors that are listed and marked for such use. 
Substantiation: UL Standard 486 A and B requires that 
connectors, lugs, and terminals that are intended for use 
with flexible, fine-stranded cables be so marked for use 
with such cables. Very few connectors and terminals have 
been listed for such use and few are so marked. The vast 
majority of connectors, lugs, and terminals are unsuitable 
for use with flexible, fine-stranded cables. However, 
the limited distribution and wording of the standard 
has resulted in flexible, fine-stranded cables being used 
improperly with these nonmarked connectors, lugs, and 
terminals. Failures in several widely different industries 
have been reported. 


250.134(B) Grounding with Circuit 
Conductors (Revised) 

Proposal: Delete Exception No. 2. 

Substantiation: When this exception was added to the code, 
the drafters correctly realized that pure DC does not have 
any oscillatory tendencies like AC does that would cause 
transformer-like heating in metal when the equipment- 
grounding conductor is separated from the circuit conductors. 
They likewise realized that there is no frequency-dependent 
impedance factor associated with DC that might cause higher 
than desired reactance in the DC circuits that could prevent 
the operation of overcurrent devices. 

A second issue is that DC is not always pure. Any 
single-phase DC-to-AC power inverter will have a 120 Hz 
sine wave imposed on the DC that may have an rms value 
greater than the average DC value. In a similar manner, 
battery chargers that rectify the AC line to get DC to 
charge batteries will have 120 Hz ripple currents. Under 
fault conditions, these DC ripple currents act just like AC 
currents in that they may cause metal heating if the two (or 
three) circuit conductors are not routed together. Excess 
separation leading to increased inductance will also lead to 
increased impedance in the fault circuit and may not allow 
overcurrent devices to function properly. The impedance 
is a function of the frequency, and at 120 Hz, the increased 
impedance will be higher than at 60 Hz. Also see 690.43. 


110.14(A) Terminals (New) 

Proposal: Add a third paragraph as follows: 

Terminals, lugs, or connectors intended for use with flexible, 
fine-stranded cables (other than Class B & C stranding) shall 
be marked and listed for such use. 

Substantiation: See 690.74. 


250.166 Size of the Direct-Current 
Grounding Conductor (Revised) 

Proposal: Revise 250.166 as follows so that 250.166 (C), (D), 
and (E) are clearly exceptions to 250.166 (A) and (B) as they 
were in the 1996 NEC. 

250.166 Size of the Direct-Current Grounding Conductor. 
The size of the grounding electrode conductor for a DC 
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system shall be as specified in 250.166 (A) and (B), except as Sponsor: Sandia National Laboratories, Ward Bower, 
permitted by 250.166 (C) through (E). Sandia National Laboratories, Dept. 6218, MS 0753, 
Substantiation: As Sections 250.166(C), (D), and (E) are Albuquerque, NM 87185 © 505-844-5206 

currently written, they are in direct conflict with sections Fax: 505-844-6541 ¢ wibower@sandia.gov ° 
250.166(A) and (B). Many electricians and inspectors are www.sandia.gov/pv 


not able to determine which section takes precedence. 

For example, many DC systems are not as described in The 2005 NEC and the NEC Handbook are available from 
Section 260.166(A), so section 250.166(B) applies. However, the NFPA, 11 Tracy Drive, Avon, MA 02322 ¢ 

a ground rod electrode connection would require Section 800-344-3555 or 508-895-8300 ¢ Fax: 800-593-6372 or 
250.166(C) to be applied. Sections 250.166 (B) and (C) dictate 508-895-8301 © custserv@nfpa.org © www.nfpa.org 
two different sizes of grounding electrode conductors. This 

language parallels the language in 250.66 for AC grounding- 

electrode conductors. 
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California’s Solar Program on the Brink 


Don Loweburg 
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In California, two current incentive programs will expire 
next year. The Self Generation Incentive Program (SGIP) 
supports large commercial projects, while the Emerging 
Renewables Program (ERP) funds residential and smaller 
commercial projects. 

These two programs have made California the third 
largest market for PV in the world. Germany moved into the 
top position last year, displacing Japan from first to second 
place. Though California’s ranking is impressive, the state still 
lags significantly behind both Germany and Japan. To date, 
California’s SGIP and ERP programs have resulted in about 
160 megawatts (MW) of PV installed in the state. Last year, 
Germany installed almost three times this much (400 MW), 
and Japan installed almost twice this amount (300 MW). 

With more sunshine than either of those countries, an 
80 percent pro-solar population, and a high demand that 
has created a logjam of rebate applications at the California 
Energy Commission and totally exhausted available funding 
for the SGIP program, California has the potential to be the 
leading solar market in the world. But to realize that potential, 
California must continue its support of solar technology. And 
that support must be long term and predictable, yet flexible 
enough to adjust to market conditions. SB1 (Senate Bill 1), 
also referred to as the “Million Solar Roofs Initiative,” could 
provide that support. 

Last year, an earlier version of SB1 failed to pass the 
California State Senate. It contained many provisions of this 
year’s bill; however, a mandated “new homes requirement,” 
which stipulated that 50 percent of all new homes built be 
outfitted with solar-electric systems, defeated last year’s bill. 
This year, those mandates have been removed and replaced 
with a requirement that by 2010, housing developers offer the 
“option” of solar-electric systems to prospective buyers. 

The overall goal of SB1 remains to create a strong market 
for solar electricity, develop the industry in California, and 
provide valuable peak power to the grid by installing 3,000 
MW of distributed PV during the next ten years. Other 
provisions of this year’s SB1 are a ten-year continuation of 
rebates for small systems and a transition to performance- 
based incentives (PBI) for larger systems. Rebates are based 
on a system's size (a one-time payout in dollars per installed 
KW); PBI rewards a system’s performance, offering payouts 
based on each KWH produced. 

SB1 also proposes merging the SGIP and ERP into 
a single program administered by the California Public 


Utilities Commission (CPUC). Initially, funding would be 
split equally between small systems (10 KW and smaller) 
and large systems (more than 10 KW). Later, actual market 
needs would determine the future allocation of funding 
between small and large systems. Finally, SB1 would raise 
the net metering cap, which limits the total amount of grid- 
connected PV, from 0.5 percent to 5 percent of utility system 
total capacity. 

With high popular support for solar and a backlog 
of PV systems to install in California, the success of SB1 
would seem to be assured. But things are never that simple. 
Editorials in several major California newspapers appeared 
in late June 2005 that signaled behind-the-scenes problems 
in the California Legislature: 


Solar’s future is bright, but in the bowels of the Legislature, 
business remains murky, as usual. There, labor unions are 
demanding that private contractors pay “prevailing wages” to 
workers who install solar panels as part of SB1, the governor’s 
legislation to help provide solar energy to 1 million homes. 
Sacramento Bee, “Solar Shakedown,” June 30, 2005 


Homebuilders are skeptical about the prospects for solar: Utilities 

and manufacturers are objecting to the ratepayer surcharges; labor 
unions want to be assured a piece of the action. 

San Francisco Chronicle, 

“How to Brighten Solar Power’s Future,” June 26, 2005 


Labor unions also potentially could lead to the bill's defeat in the 
Assembly. They’ve already successfully pushed for an amendment 
to the bill that would allow only contractors with the highest level 
electrical licenses to install solar systems. Most union electricians 
work for contractors holding such C-10 licenses, while many 
existing, nonunion solar installers have C-46 licenses. 

Los Angeles Times, “Governor’s Solar Plan 

Is Generating Opposition,” June 27, 2005 


Other Wrinkles 

SB1 began development more than two years ago. At that 
time, a solar “vision group” composed of stakeholders, 
including manufacturers and installers in California, started 
putting together a program to take solar in California to 
the next level. It was agreed that a key element for success 
would be that the California solar industry would speak 
with a single voice. The group envisioned a comprehensive 
solar program to encourage both solar-electric and solar 
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thermal systems. Unfortunately, the commitment to “speak 
with a single voice,” began to unravel within a few months 
of the working group’s formation. 

Some blame last year’s initial failure of SB1, in large 
part, on early tensions and intrigue within the solar vision 
group. A rift developed between module manufacturers over 
mandated PV in new home construction. Rather than solve 
the dispute within the vision group, some manufacturers 
independently and in concert with a California environmental 
eroup, pushed SB1 prematurely, which may have led to SB1’s 
demise in the California Legislature. 

During the next year, the vision group continued 
to disintegrate. Two main issues were evident. First, 
though the major PV manufacturers agreed to speak 
with one voice and maintain transparency, it appeared 
that they were pursuing separate agendas. Secondly, the 
“comprehensive” solar vision originally agreed upon did 
not include solar thermal. The collapse of the vision group 
occurred in January 2005, when PV module manufacturers 
withdrew their financial support and themselves split into 
two separate groups. 

So now, the union grab for the installation of PV is taking 
place within the context of a disrupted and fractured solar 
industry. Clearly, manufacturers need labor, but they are 
not critically sensitive about who supplies it. If SB1 passes, 
independent solar contractors and installers who have 
largely been responsible for bringing PV to the mainstream 
may be excluded from installing future systems. 


A Starting Point 

There is so much to like about SB1—long-term financial 
support for PV; a goal of installing 3,000 MW; flexibility in 
responding to the market for PV systems; and even provisions 
for low-income customers. But unless the bill is amended 
to remove both the prevailing wage and electrical license 
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requirement, SB1 is a lose-lose proposition for independent 
installers. The primary changes needed in SB1 are: 


e Mandates should be avoided 
e Legislation cannot disenfranchise existing installers 


The California initiative is incredibly important, and 
could help end the shortage of PV modules in the United 
States and stabilize the supply. This initiative will create 
demand for many megawatts of solar. And to meet this 
new demand, manufacturers will be building new facilities. 
Combined, they’ll be capable of producing more than 
California’s demand. The success of SB1 means a boost—not 
just for PV in California, but also for the entire United States, 
by creating jobs and providing a successful program model 
upon which other states may build. 


ACCeSss 
Don Loweburg, IPP, PO Box 231, North Fork, CA 93643 
559-877-7080 © i2p@aol.com * www.i2p.org 


Americans for Solar Power (ASPv), 2425 Camelback Rd., 
Ste. 950, Phoenix, AZ 85016 ¢ 480-970-1222 e 
Fax: 480-452-0330 ¢ info@forsolar.org © www.forsolar.org 


California Solar Energy Industries Association (CAL SEIA), 
PO Box 782, Rio Vista, CA 94571 © info@calseia.org 
www.calseia.org 
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Wind vs. 


Nukes & Fossil Fuels 


Michael Welch 
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The established energy industry tells us that electrical 
energy demand is increasing, so new power plants must 
be built. Further, it claims that coal, gas, and nuclear power 
technologies are well established, so we should look to them 
first. To bolster that point, the energy establishment often 
claims that wind and solar technologies are not ready for 
utility-scale prime time. 

The energy establishment seems to be working together 
to dismiss renewable energy. But beyond that, the individual 
energy industries part company. Each is beholden only to 
its own, and each has influence in our government to help 
get its way. Each also uses public relations techniques to 
convince the public that everything is fine in its industry. 


Nuclear 

The nuclear industry promotes the notion that a resurgence in 
nuclear power is the only thing that can save the world from 
climate change brought about by greenhouse gases (mostly 
carbon dioxide; CO) that come from burning fossil fuels. The 
industry lobbyists and public relations spokespeople state 
that building new coal- and gas-fired plants is not as good an 
idea, since it will create still more carbon dioxide. 

“Yes, nuclear is the most expensive energy available,” 
claims the nuke industry, “but we are also the cleanest 
and greenest technology that can meet U.S. electricity 
demand, which makes it worth the extra cost.” The long- 
term potential for problems from nuclear waste—more 
than a million years—is something they won’t admit. They 
invariably stick to the industry line that says disposal 
techniques and other methods for dealing with the waste 
will keep the environment safe. 

What the nuclear proponents don’t mention publicly is 
that even if they are right about how clean and safe it is (and 
they are not), their technology is too expensive to stand on 
its own two feet. Despite being a mature industry, it still 
requires tremendous taxpayer subsidies to keep electricity 
rates low enough so that ratepayers do not revolt. Those 
subsidies include huge amounts of funding for research 
and development (R&D) of new reactor technologies and 
old technology redesigns, funding for siting and other 
preliminary costs, a legislated guarantee that a nuke plant 
owner will be responsible for only a tiny portion of potential 
liabilities from a nuclear disaster (the Price—Anderson Act), 
and a federal agreement to handle all the high level nuclear 
waste the privately owned plants generate in their lifetime. 


Considering the extensive negatives, itis easy to wonder how 
the nuclear industry got so powerful in the first place. Simply 
put, the industry was created as a kind of side-business granted 
to the nuclear weapons industry, a way to take weapons-based 
processes and apply them to peaceful means. Like the weapons 
industry, nuclear power caught hold in some of the largest, most 
prominent corporations in the United States, and has been hard 
to pry out of the energy mix ever since. 


Coal 

The coal industry is nearly as vocal in pushing its technology. 
They claim that unlike oil, which many believe is already 
past its peak production, the underground coal in the 
United States can last for hundreds of years at today’s rate 
of consumption. The coal industry has a deservedly bad 
reputation because of how destructive mining techniques 
are, health and safety issues for mine workers, the huge 
amounts of CO, released, the sulfur dioxide released (which 
is a cause of acid rain), and the amount of particulates 
released from power plant stacks. 

But the industry claims that electricity from its plants 
costs around one-quarter that of oil and gas, and is even 
more cost effective when compared to nuclear energy. That 
very compelling argument gains public acceptance, while 
environmental concerns take a backseat. The industry has 
been claiming that coal extraction areas can be restored to 
their original condition or prepared for other productive 
uses. They claim that scrubbing smokestack effluents and 
washing sulfur out of the coal before burning can reduce 
pollution to acceptable levels. But the industry record on 
implementing these environmental mitigations is pretty 
poor. They fight at all levels any efforts to make coal more 
environmentally compatible. 

The coal-burning industry is a mature industry, 
technology-wise. It has been around long enough that 
direct subsidies are relatively few. Most coal industry 
subsidies are hidden—power plant owners are not held 
responsible for the effects of their pollution. The rest of 
us pay out of our own pockets for the environmental 
and health effects of global warming, acid rain, and 
airborne particulates. Some new coal technologies are 
receiving direct subsidies. Most notable is gasification, 
which turns coal into a gas to be burned, a process that 
leaves more of the sulfur behind before burning, thus 
decreasing acid rain. 
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Natural Gas 

Natural gas is the newer kid on the block, trying to gain a 
significant foothold in the electrical production industry. 
Like the other technologies, the gas industry is working 
hard on our government and with public relations efforts 
to get further in the doorway. Yes, natural gas has been 
distributed to residences and businesses for heating and 
light use for more than a hundred years, even before 
electrical distribution. But distribution channels (such as 
leakproof pipelines) are harder to build to move enough 
of it over long distances for electricity production—oil and 
coal have been much easier to move around. 

The gas industry has legitimate claims that it has the 
cleanest burning fuels. Pollutants are few, but greenhouse 
gases are still a significant problem. The industry does not 
seem to talk about greenhouse gas issues very much, resting 
on the fact that other pollutants are minimal. 

Subsidies for the electrical production side of this industry 
are minimal, I think because the technology was considered 
too difficult to make widespread. Many past gas-fired power 
plants were of the boiler type, and capable of burning 
multiple fuels. Fuel oil has been more readily available, easier 
to distribute, and about the same price per Btu. 

Relatively recent advances in gas turbine technologies are 
making gas power plants some of the most efficient. And with 
gas’ less polluting nature, gas-fired electric plants could take 
off if the distribution and availability increases. Certainly, 
the gas industry lobbyists are working hard to have our 
government legislate and regulate away those issues. 


The Alternative: Wind 

Wind is the darling of utility-scale renewable energy. But 
gosh, it could use some more support. It certainly has not 
had any of the large government support that the powerful 
fossil fuel and nuclear industries have enjoyed. Yet it has 
done much with the little it has received. For example, it 
was U.S. government R&D on blade design that led to large 
enough machines to make them worthwhile to utilities. 
Wind’s cost per kilowatt-hour produced may be more 
than hydropower, but it 
is significantly less than 
nuclear, and comparable to 
gas and coal. 

Wind energy does not 
pollute at all. No fuel is 
burned, so emissions 
are zero. No _- global 
warming, no greenhouse 
gases, no acid rain, and 
nothing spewing into the 
atmosphere. Considering 
the fact that wind has no 
hidden subsidies from the 
external effects of pollution, 
wind power should look 
pretty good. 

Yet acceptance of wind power has been very slow, and 
sometimes appears to be going backwards. It seems these 
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days that every time you hear about wind power, in the 
same breath you hear about how wind generators harm 
wildlife and despoil the view. We hear these things not only 
from the competing industries, but also from environmental 
and other community activists that you would think would 
be on the side of renewable energy. We almost never hear 
about how much coal- and oil-fired plants harm birds and 
other species from their pollution, and how ugly those 
monstrous plants are. 

Wind & Birds. Bird deaths from utility-scale wind 
generators are minor. Data to date indicates that in the 
United States, utility-scale wind turbines kill an average of 
2.19 birds per turbine per year. Of course, no bird fatalities 
would be preferred, but do the numbers seem enough for 
wind generation to get a bad reputation? We also hear 
about raptor fatalities, mostly in California. But the number 
of raptors killed by wind turbines in the United States 
averages 3.3 birds per hundred turbines per year. For the 
worst-case scenario—Altamont Pass in California—each 
turbine averages a single raptor death every 30 years. 

Some additional perspective might help. About 2 billion 
birds die each year from house cats and collisions with 
plate glass windows, communications towers, vehicles, 
and other means. The negative aspects of wind, like bird 
kills, really need to be compared to the negative effects of 
the other industries, which are far greater, yet receive less 
attention because they are hard to quantify. A dead bird 
found a hundred yards from a coal-burning plant would 
be hard to pin on the emissions from that plant, whereas a 
dead bird found at the base of a wind generator tower has 
an easier-to-identify cause. 

Viewscapes. In the last year or so, much has been 
said about the proposed offshore wind farm near Cape 
Cod, Massachusetts. Wealthy landowners are fighting 
tooth and nail to keep the wind farm out of view, even 
though the wind turbines would be miles away. To 
some degree, the fear of large wind turbines altering 
views reoccurs any time a wind farm is proposed near 
a populated area. On San Francisco Bay, environmental 
green-space activists have 
so far been successful at 
keeping wind generators 
out of view in the East 
Bay hills. 

On the other hand, 
many folks love the sight 
of turbines turning in the 
wind, understanding that 
even though they may 
interrupt a pristine view 
somewhat, no generation 
method is without some 
negative effects. While 
visibility puts wind 
generators in the forefront 
in these cases, the overall 
environmental effects of wind generation are nothing 
compared to nuclear energy and burning fossil fuels. 
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Wind Capacity. The point that wind only blows part of 
the time is an often-used argument against turbines. Wind 
turbines in the United States generally produce between 25 
and 50 percent of their total capacity. Wind is actually quite 
predictable, and utilities can manage high percentages of 
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sources fairly, utility-scale wind energy will doubtless look nto broudelecmonicyecr 
the best. This is why it’s the fastest growing energy source in 

the world, and we need to follow that example in our own 

communities, states, and country. 
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Cycles Per Second 


Derivation: Named for Heinrich Hertz, a German physicist who 
verified the existence of electromagnetic waves in 1887. 

Alternating current (AC) electricity is cyclical, and 
ideally takes the form of a sine wave. One “cycle” of AC 
is a complete waveform—the voltage and amperage start 
at zero, climb to a maximum (positive peak), drop again 
to zero, and then dip to a minimum (negative peak) before 
returning to zero and beginning the next cycle. 

Voltage and amperage change direction many times per 
second. Frequency is the number of complete cycles per 
second in any sort of wave motion, such as AC. Until the 
1960s, “cycles per second,” or cps, was the standard term for 
AC frequency. Today, frequency is measured in hertz (Hz). 
So “20 Hz” means “20 cycles per second.” 

The frequency of household electricity in North America is 
60 Hz. This was apparently a compromise between efficiency 
(early motors were more efficient at low frequencies) and 
avoiding flicker in lightbulbs (too slow a frequency allows 
the filament to cool and darken between peaks). 

Many parts of the world use 50 Hz (see map). There is 
some disagreement about why this frequency was settled 
on. One prevalent view is that it fits into the metric system 
better than 60 Hz. 

One device that generates alternating current is called an 
alternator. Frequency is determined by the rotational speed 
of the alternator and number of magnetic poles. Speed is 
steady in most AC alternator applications, so frequency is 
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relatively constant. Regulators hold the speed (and therefore 
frequency) constant. 

In the renewable energy world, there are a few interesting 
frequency wrinkles. AC hydroelectric systems are regulated 
so that the frequency and voltage stay within a tight range. If 
something happens in the system that allows the frequency 
to wander, an electronic controller can add or subtract loads 
from the system to alleviate the problem. And as a last-ditch 
safety feature, a separate controller can drop a deflector in 
front of the water jet, stopping the turbine until the operator 
can correct the problem. 

Small wind turbines run at variable voltage and 
frequency, directly dependent on the wind speed. But the 
variable frequency is not an issue, because rectifiers convert 
the electricity to direct current to charge batteries or to be 
inverted to grid-synchronous voltage and frequency. 

Electrical frequency isn’t something we have to think 
about in our daily lives, unless we work as electrical 
engineers. If we buy our appliances in the part of the world 
where we’re going to use them, we’re all set. When we 
travel, we may need transformers and adapters to convert 
to varying voltages, or appliances that can handle either 50 
or 60 Hz. 


ACCeSss 
Ian Woofenden, PO Box 1001, Anacortes, WA 98221 e 
ian.woofenden@homepower.com 
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Enlightened Chick 


The other day, I found myself in quite a fix, just because we 
live an energy efficient lifestyle. It all started out down in 
the Chicken House of Mystery (HP101). I had acquired two 
new hens—Colette, a real show bird, is a Blue Cochin; the 
other is a white Jersey Giant that I named Jersey Girl. 


Well, Colette decided to go broody on me and started 
sitting on an assorted clutch of eggs. I have strong tendencies 
towards nurturing, so much that I have a hard time pulling 
up volunteer plants in the garden. So I could not deny her 
instincts to set. She had probably never been allowed to 
hatch eggs before. 


Chick Peck & Pack 

Colette had six eggs under her in the nest. I braved her 
pecking beak, and took each egg out to draw a pencil line 
around the circumference of each egg. Because hens turn the 
eges that they set several times a day, a mark on just one 
side wouldn’t work. This way I could quickly identify the 
original six eggs and remove any others that my other hens 
might deposit in the nest. 

It takes 23 days for chicken eggs to hatch. As the time 
neared, I started checking Colette and her clutch a couple of 
times a day. One day, I lifted her up to check the eggs and 
counted only five. I put her back and checked the floor in 
front of the nest. There was a dead chick; I was completely 
bummed. I lifted her again to look at the eggs that were left, 
when a tiny, fuzzy chick climbed out from below half an 
egeshell. 

Colette started pecking the chick, even while I was 
holding her in the air. “That’s it for you, Missy,” I thought. 
I snatched the chick out of harm’s way and tucked it in my 
shirt. I took the four eggs that were left and came back to 
the house. 


Hot Chick 

I needed to get a chick house and incubator together, and 
fast. First, I would need an incandescent lightbulb for a 
heat source. I checked the lightbulb drawer. Hmmm, none 
there—just compact fluorescent (CF) bulbs. I looked in the 
lamps. Nope, not a one. I checked the winery, the pantry, 
and the laundry room. Zip. I was getting desperate. As 
unforeseeable as it seemed, I desperately needed a watt- 
sucking, inefficient, heat-producing incandescent lightbulb. 
I was considering the hour’s drive to town when I had a 
vague memory of a box of electronic test equipment in the 
basement. Bingo! I found a 60-watt bulb. 


Kathleen Jarschke-Schultze 
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Chiclet cavorts at the author’s desk. 


I got a small cardboard box, cut a little doorway in its 
side, and placed it in a large metal cage. I hung the bulb 
inside the upside-down cardboard box. A jewelry box 
drawer, lined with velvet and chicken down, was placed on 
top of half an egg carton for height. I placed the sensor of an 
indoor/outdoor thermometer in the drawer/nest. 

I put the four unhatched eggs and the chick in the 
drawer. She immediately fell asleep among the eggs. I 
covered the floor of the box and cage with paper towels. I 
found my old chick-watering jar and used half a mint tin for 
a feed dish. By hanging a cloth dinner napkin like a curtain 
over the opening of the box (with an inch-and-a-half gap at 
the bottom) the chick could go inside to be warm or outside 
to cool off. This was as close an approximation to the mother 
hen’s protective underside as I could manage. 


Chiclet 
The eggs never hatched. I dutifully turned them several 
times a day. I kept the humidity up. The temperature was 
right. After three more days, I gave up. I was so hoping the 
orphaned chick would have at least one sibling. 

I named the orphan Chiclet. I always refer to Chiclet as 
a she, hoping if I say it enough, it will be true. The egg she 
hatched from was sage green, laid by one of my Arucanas. 
She was a very good-looking chick. 

I felt sorry for her spending so much time alone in 
her cage. I put a tiny, stuffed dog toy in her cage. After 
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One Lightbulb 
at a Time 


According to the Environmental Protection 
Agency, a total switch to energy-efficient lighting 
in the United States would keep 202 million tons of 
carbon dioxide, 1.3 million tons of sulfur dioxide, 
and 600,000 tons of nitrogen oxides out of the 
atmosphere. Some experts suggest such a switch 
would reduce the U.S. yearly energy bill by at 
least US$30 billion. 


If all U.S. households replaced one incandescent 
bulb with one CF bulb, one nuclear power plant 
could be shut down. If U.S. homes replaced all of 
their 500 million incandescent bulbs with CF ones, 
the United States instantly would have untold 
energy wealth and surplus—no more shortages 
or brownouts. 


searching, I found a small cloth lizard stuffed with sand. 
That went into the cage also. 

It soon got to the point that when I opened her cage, she 
would run to me. Several times a day, I would hold her close 
in my hands and she would fall asleep. She took little chick 
naps. They would last anywhere from 15 seconds to a full 
minute. Then she would wake up and peep. I called it the 
peep-and-sleep mode. 

When I gave her a red worm from my worm bed, she ran 
around the cage with it. Then she started on one end and 
gobbled it down like a string of spaghetti. Afterwards she 
stood there and kind of swayed on her little legs, like that 
was a pretty big dose of protein for such a little bird. 


Hip Chick 

Chiclet has outgrown her lightbulb and needs no heat at 
night now. She has the merest vestige of chick fluff left. She 
talks all the time and warbles like a songbird. During the 
day, I put her in a chicken tractor (bottomless cage) outside 
in the front yard. At night she comes back inside to her cage. 
She still runs to me. 

She needs to grow bigger before she can be integrated 
into my flock. There is a dark underbelly to chicken society 
that people don’t talk about, but consider the probable 
origins for phrases like “Bantam rooster complex,” “hen- 
pecked,” and “pecking order.” Chiclet needs to be able to 
hold her own among the brutish biddies. 


Watt-Ever, Chick 

So, as it turns out in the end, there is a use for incandescent 
bulbs—as a heat source, which is what they do best. Just as 
Chiclet needed to be nurtured and given a chance, so do 
efficient technologies. Compact fluorescent lighting is the 
first step for many people. 
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CF bulbs have improved over the years, and they have 
become very affordable. The light is a warm color, not 
like old office fluorescents. If you don’t use CFs yet, buy a 
package. As your incandescent bulbs burn out, replace them 
with CFs. Better yet, don’t wait for your old bulbs to burn 
out, and replace them all now. The world will be a better 
place if you do. 


ACCeSSs 

Kathleen Jarschke-Schultze is preparing for the grape 
harvest at her home in northernmost California ¢ c/o 
Home Power magazine, PO Box 520, Ashland, OR 97520 e 
kathleen.jarschke-schultze@homepower.com 


MAKING 
EVERYDAY 
SPECIAL 
Orr ene qridsimee 1962 


SOLAR COOLING 


WITH 


SOLAR CHILL 


ULTRA LOW ENERGY 
with only 25 — 130 WATTS! 

The most efficient coolers on the planet. 
12, 24, & 48 Volt DC Evaporative Coolers. 
Also available in 120 & 240 Volt AC. 
Made from Stainless Steel = Long Life! 


KAR KOOL FOR YOUR VEHICLE 
Call SOUTHWEST SOLAR 
We Make COOLING Your Lowest Electrical Load! 


(520) 885-7925 Tucson, Arizona, USA 
southwest-solar.com 
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¢ Positive hydrogen venting 
¢ Stops back drafts 
e Minimal power consumption 


Zephyr Industries, Inc. 
POB 52, Salida, CO 81201 
719.530.0718 
www.zephyrvent.com 
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Creait Vvnere Crean is Due 
After publishing “The People’s Power” article in HP108, we 
learned more about the groups that spearheaded and coordinated 
the Bayview—Hunter’s Point community’s solar-electric program. 
Bayview—Hunters Point Community Advocates, in partnership 
with the San Francisco Environment, formed Alternative 
Community Energy (ACE) to make possible the installation of 38 
free solar-electric systems in a neighborhood that was suffering the 
effects of long-term pollution from a PG&E facility. 

James Morrison was hired as the coordinator of the project. 
In conjunction with Solar Energy International, community 
members were trained in solar-electric system siting, design, 
and installation, with the goal of bringing new jobs into the 
community. Occidental Power of San Francisco, California, was 
also involved in this training, and installed eleven residential and 
two commercial systems for the Bayview project. Joseph Snell, 
who took part in both ACE’s training and many of the project's 
installations, now works for Occidental Power. The Bayview- 
Hunter’s Point project is a great example of people coming 
together and making solar energy happen. The HP Crew 


Change in Home Power 

Over the years, I have noticed a subtle change to the content 
of Home Power that I like. The most recent issue (HP107) 
is a prime example. Wow—solar hot water, biodiesel, 
cordwood construction, harvesting rainwater, RV solar 
electricity, and solar cookers all in one issue! And that 
was only some of the topics included. It seems to me 
that the venerable old title “Home Power” may be a bit 
narrow considering the diversity of the technologies now 
presented. A new title would have to reflect the focus 
on self-reliant, independent, efficient, and enviro-friendly 
application of technology and political influence to improve 
one’s lifestyle. Russ Barlow, Wexford, Pennsylvania ¢ 
sbarlow@nauticom.net 


Energy Efficient Computing 

The question from reader Thomas Bluefeather in HP107 
about how to obtain a more energy efficient computer was 
timely. Since most desktop computer power supplies are 
only about 60 to 70 percent efficient, about a third of all 
the energy computers consume is wasted in the AC-DC 
conversion process. Add to that the low power factor and 
high total harmonic distortion levels typically found in 
computer power supplies, and it’s no wonder that Home 
Power’s readers are looking for a better option for their 
capacity-constrained PV panels, inverters, and batteries. 

To respond to these problems, various electric utilities 
in the Northwest, California, and Northeast have recently 
begun funding a program operated by Ecos Consulting 
called 80 Plus (www.80plus.org), which pays incentives 
to manufacturers to install highly energy efficient, power 
factor-corrected power supplies in desktop computers and 
servers. The incentives are US$5 to $10 per unit—about 
the same as the incremental cost to manufacturers of 


better power supplies—yielding lifetime savings of US$25 
to $100 per unit on energy bills. Four different power 
supply manufacturers have now submitted a total of seven 
different qualifying models, which were to begin appearing 
in computers available from value-added resellers last 
summer. One of the manufacturers—Seasonic—recently 
announced its intent to qualify every power supply model 
it sells by the end of the year under 80 Plus. 

At the same time, Energy Star is in the midst of revising 
its labeling specification for energy efficient PCs. For the 
first time, the Environmental Protection Agency (EPA) 
plans to specify minimum power supply efficiency and 
maximum allowable power consumption in idle mode. 
The draft specification and background info are posted at 
www.enereystar.gov /index.cfm?c=revisions.computer_spec. 

Manufacturers are beginning to make a number of 
design changes to achieve lower power levels in desktop 
PCs. The most important ones are to use mobile processors, 
and more efficient power supplies and video cards, though 
many other innovations in cooling technology, memory, 
storage, and software can play a role. We plan to test a 
desktop system shortly that claims to idle at only about 
30 watts, which would be a huge savings compared to 
other systems that idle at 100 or even 150 watts. What this 
means, in brief, is that Home Power’s readers have choices for 
efficient computing that go well beyond laptops. 

There is also a new Energy Star specification for external 
power supplies. Rather than relying on comparisons of 
nameplate values for input power and output power 
on power supplies, this new labeling program (and a 
similar mandatory standard in California) requires that 
manufacturers test their power supplies at 25, 50, 75, 
and 100 percent of rated current output, and average the 
measured efficiencies to determine if they comply. 

The EPA’s new spec for computer monitors takes effect 
in January 2006, and drops power about 40 to 50 percent 
from the levels currently used for Energy Star labeling. The 
most efficient LCD screens now need only 15 to 25 watts 
for 15- to 19-inch screen sizes and 1280 x 1024 resolution. 
The myth is that simply choosing an LCD monitor assures 
high efficiency. But some LCD monitors use twice as much 
energy as others of similar size and resolution. 

As computers become more and more central to 
household entertainment, work, control, and security, the 
need for efficient computing grows too. I’d encourage Home 
Power to publish a follow-up story on the subject. Chris 
Calwell, Ecos Consulting ¢ calwell@ecosconsulting.com 


Feel the Waste 

In response to Thomas Bluefeather’s letter in HP107, I 
suggest a simple way to identify wasteful external power 
supplies, including “wall cube” transformers used for small 
appliances and chargers for portable computers: Feel the 
heat! Most wasted energy manifests as heat. Any electrical 
device that runs cool is demonstrating good efficiency 
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(unless it’s an electric heater). 1 use Apple laptop computers 
and don’t own any desktop machines. Their chargers get 
very warm when charging a low battery, slightly warm 
when running the computer with full battery, and very 
slightly warm when the computer is charged and idle (and 
cold when unplugged, of course). This is an indication of 
reasonably good efficiency. 

Manufacturers’ power rating of computers (and chargers) 
are of limited value because real power draw varies greatly 
with different activities, screen brightness, etc. The ratings 
are always the maximum that you can expect under extreme 
conditions. Often, the average use is less than half of that. If 
you want to get real data, use a watt meter, like the Kill A 
Watt meter reviewed in HP90 or the Watts Up? Pro meter 
reviewed in HP95. However, if you are shopping around, 
it’s easiest to first use your own sense of touch to narrow 
down your search. 

When feasible, I use a mobile charger that plugs into 12 
VDC. This eliminates a step in the power conversion and uses 
even less energy. DC chargers are available from specialty 
suppliers that you can find on the Internet. Any time you can 
avoid a step in conversion, you will save energy. Converting 
from DC in a remote power system, to AC (in the inverter), 
and back to DC for your computer will always consume at 
least twice the energy of using DC directly. 

If you use your computer a lot and want your solar- 
electric system to remain 100 percent independent, it 
is probably most economical to pay the premium for a 
laptop machine and reap the benefit in energy savings. 
However, if you prefer a desktop machine, go to the store 
and feel the heat in the newest computers. Look for the 
most compact models with LCD screens. They use much 
of the same technology as laptops. Windy Dankoff ¢ 
windydankoff@mac.com 


Looking for Ideas 

I am a new reader and soon-to-be subscriber to your 
magazine. I am looking for some ideas on saving energy and 
making some of my own electricity as well. I have already 
insulated my home and switched to compact fluorescent 
lights where possible, and I have installed a tankless water 
heater and efficient furnace. 

I live in a suburb of Detroit, Michigan. I have looked at 
wind maps and we are not rated very well for wind power. 
We do get a good amount of wind in the winter, but the 
spring and summer are pretty calm. As far as solar energy 
goes, the summers are sunny, but a good part of the rest of 
the year we have heavy overcast. 

I live in a neighborhood, so I don’t have a lot of room 
for a tower or large wind generator. The back of my house 
faces south, so I have a good area for a solar-electric array. 
I am looking for a small solar array on a tracking mount 
(possibly roof mounted) and a small windmill that can be 
roof mounted or mounted on a pole against the house just 
above the second story with a grid-tie inverter. Please let me 
know what you can recommend for my situation. And let me 
know who to talk to about state or federal tax credits or low- 
cost loans. Thank you, John Lemon ¢ jdlhp@netzero.com 
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Hi John, If you don’t have room for a tall tower, forget about 
wind energy. It’s not worth doing if you can't get up where the 
wind is strong and smooth. Mounting a wind generator on a roof 
or building is a big mistake. 

If you've done all the efficiency work you can do, 
the next logical step would be a solar hot water system, 
and then a_ solar-electric system. See recent issues for 
excellent introductory articles on both of these topics. See 
www.dsireusa.org for information on incentives. Best, Ian 
Woofenden © ian.woofenden@homepower.com 


Rainwater Success 

Great article on rainwater harvesting in HP107! We installed 
our rainwater system in 1999 and wouldn’t live without 
it. In normal years, we shut off the city water and live on 
rainwater all winter long. Thanks, Bob & Sherrill Hawley, 
Mt. Angel, Oregon ¢ hawleyb@mtangel.net 


Solar Cooking Bonuses 

I liked the article about using solar ovens, “Cooking Under 
the Sun,” in HP107 by Rose Woofenden. We live in a grid- 
tied solar-electric home, use a solar oven daily and many 
other forms of renewable energy. The only part of the article 
that bothered me was the general reference of slow cooking 
only. I cook breads, muffins, and cookies in the same 
amount of time as with a conventional oven. We do live 
in Arizona, which has some of the best sunshine available, 
but many other states and countries also have lots of good 
sunshine. Many areas have solar cooking get-togethers 
with homemade ovens. The Kerr-Cole team has made 
inexpensive ovens and sold them at cost to help developing 
countries. The amount of heat not transferred into the home 
is also a big advantage of solar cooking! Jim & Elaine Stack 
solarstacks@gmail.com 


Diode Dynamics 
I enjoyed Mark Byington’s article about bypass diodes. Very 
little has been written about these. I’d like to raise a small 
warning flag, though. Here in Thailand, bypass diodes have 
been a huge problem for community PV battery charging 
stations. Here’s what happens. A community battery charging 
station is a place where folks in villages bring in their 12-volt 
battery and hook up clip leads to the modules (typically three 
modules in parallel per battery, no controller, no blocking 
diode). Naturally, from time to time, folks get the polarity 
of the battery reversed. With a reverse polarity battery, the 
bypass diodes become forward-biased, attempting to conduct 
the full short-circuit current of the battery. Usually this just 
blows up the diode. But when the battery is pretty dead, 
it sources just enough current to start a fire in the junction 
box. I estimate that more than a thousand PV modules have 
been destroyed this way here in Thailand. For an article I 
wrote on the problems with bypass diodes in Thailand, see: 
www.palangthai.org /docs/BipassDiodes.pdf 

I agree with Mark that for high-voltage series strings 
like the ones in his system, bypass diodes play an essential 
role. But for 12-volt systems, bypass diodes won’t do you 
any good, because bypassing an 18-cell string renders the 
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module producing about 9 volts—too little to charge a 12- 
volt battery. If (a) there’s any chance of reversing battery 
polarity; (b) your controller doesn’t protect against reverse 
polarity; and (c) you don’t have a blocking diode, the bypass 
diode can cause substantial damage to your module. If the 
bypass diodes are removed, the module would actually be 
immune to reverse polarity because the PV cells themselves 
are reverse-biased to a reverse-polarity battery. For some 12- 
volt systems, removing these may be the best choice. Chris 
Greacen ¢ chris@palangthai.org 


A burned diode in the junction box of a PV module, after the 
module was incorrectly connected to a battery. 


Hi Chris, Thanks for your great letter, and your most excellent 
work for renewable energy in Thailand. For folks who don’t 
already know it, a blocking diode (see Chris’ option c) is put in 
series between the solar-electric panels and the system's battery 
to prevent reverse current while still allowing charging. Think 
of them as a one-way or “check” valve in a circuit. PV systems 
without modern charge controllers need them to prevent battery 
drain through the PVs when the sun goes down. In the case of 
the battery charging stations, a blocking diode would prevent 
the reverse current that Chris mentions can blow up bypass 
diodes. Using blocking diodes does not come without a penalty, 
though, because they do add some voltage loss when there’s 
current between the source and the battery. Michael Welch ¢ 
michael.welch@homepower.com 


Load Analysis Education 

Hi Ben, I am developing an online course about renewable 
energy for Wisconsin educators to take for one credit of 
continuing education. One of the assignments I’m having 
them do is a load analysis. I’m reading the article you wrote 
in the HP58 titled “Doing a Load Analysis: The First Step in 
System Design,” and I have a few questions for you. First 
of all, the article is wonderful and I’m learning a lot about 
renewable systems (I have a lot to learn)! I’d like to put the 
load profile form online for the “students” to download and 
use, and wondered if that would be OK. I found an Excel 
spreadsheet on HP’s Web site called EnergyMaster and 


was wondering if this is the correct form? Do I just delete 
the appliances and other information that is already on it? 
If you don’t want me to use that form, I can just give them 
the Acrobat PDF file and have them print it and write their 
information in. Either way, I'll probably have them make a 
copy and send one copy back to me for credit. 

In the article, you were talking about refrigeration and 
said that a Sun Frost fridge may cost US$2,500 but uses 
only about 540 watt-hours each day, while a typical major, 
nonefficient brand costs a lot less to purchase but will use 
1,500 watt-hours each day. Then you went on to explain the 
electricity cost for an RE system (US$0.65 KWH). Why is the 
electricity so much more for an RE system? On my utility 
bill, I’m only paying US$0.09262 per KWH. The answer to 
this question will probably explain how you came up with 
the numbers for how much those systems will cost for 10 
years. I can’t figure out how you got those numbers. 

Anyway, Ill look forward to hearing from you. Thanks 
so much! Sara K. Windjue ¢ ssaksews@uwsp.edu 

Hi Sara, Sounds like a great project. Be sure to use the 
resources (and great people) at the Midwest Renewable Energy 
Association. They are some of the best renewable energy educators 
in the country, and are right in your neighborhood. 

The file you want is www.homepower.com/magazine/ 
downloads_past_articles.cfm; click on “Load Calc. Spreadsheet.” 
Also, be aware that Scott Russell has written an updated version 
of the load analysis article. It is also available at the link above. 
Scott's article may clear up some of the confusion that you have. 
At the time that I wrote my article, the mainstream appliance 
manufacturers were not building efficient fridges. A Sun Frost was 
the only reasonable solution for off-grid homes. That has mostly 
changed; now Energy Star fridges from major manufacturers 
are available that have energy consumptions within the range 
of reasonable renewable energy systems—and they have all the 
features of a modern fridge as well. 

The difference between the costs of utility grid electricity 
and renewable energy is a direct result of the cost of the RE 
components divided by their expected life span. Ben Root ¢ 
ben.root@homepower.com 


Finding Hydro Sites 

Do you have any tips on how to find microhydro real 
estate for sale? Within the next year I'll be buying a 
home somewhere in the Pocono Region (central eastern) 
of Pennsylvania. I’d like the property to be a good site for 
microhydro. I’ve read your mag and Web site, so I more or 
less know what the site needs. 

I’m having trouble finding properties with good 
microhydro potential. Real estate advertising doesn’t seem 
geared toward people looking to hydropower their homes. 
I’m sure the properties are out there—I just can’t find 
them. Do you have any tips for me? Kevin Carpenter ¢ 
mail4kcc@yahoo.com 

Hi Kevin, Real estate descriptions often mention if a stream 
is on the property, and that would be a way to begin. Real estate 
professionals will not likely recognize the hydro potential of a 
stream, but should be able help clients search for properties with 
streams. That’s the first requirement. 
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Knowing the topography of the area is a big help, and a clue 
to the prospective buyer as to the possibility of a hydro site at any 
parcel of land presented by the seller. Very flat lands can offer 
streams that have hydro potential, but it 1s not common, and they 
are difficult to develop, since a low-head site requires handling 
large amounts of water. So the Poconos are a good place to look. 

Those of us who have considered buying property have a long 
list of items we check on. Besides access and view, sunshine and 
water, we need to know if we can build and live on the property, 
what permits are required, as well as the variety of financial 
questions we must check off. Someone looking for a hydro site 
merely adds to that list, by making sure they have measured head 
and flow, researched the variations in flow, and checked into 
permitting requirements. Any hydroelectric supplier will accept 
head and flow numbers, and offer equipment cost estimates as well 
as calculate expected power. Best of luck on the search. Regards, 
Dan New, Canyon Hydro ¢ citurbine@aol.com 

Hello Kevin, I purchased a new piece of off-grid property three 
years ago, and hydro potential was the first thing on my list. 
When I was looking for property, I checked if they had creeks on 
them. Real estate agents almost always point out when they do, 
since it’s a selling point. 

Then I picked up a USGS topographic map for the property 
(www.terraserver.microsoft.com is also an excellent site for both 
topographic maps and aerial photos). From the topo map, I got a 
rough estimate for the amount of vertical drop along the creek’s 
course across the property, and an estimate for how long the 
pipeline would need to be. 

Using this approach, I was able to get a feel for a site's hydro 
potential without visiting it and actually measuring the creek’s 
drop. Next you need to visit the site, and measure the stream flow 
(something you can't get from maps). Remember that flow will 
vary season to season. 

My creek doesn't flow year-round, but the seven to eight 
months that it does are when the solar resource is less (fall, 
winter, and spring). Now I just need to make some time to get 
the hydro pipeline and transmission wiring installed...Let me 
know if you have any additional questions. Best, Joe Schwartz 
joe.schwartz@homepower.com 


Low Pressure Water System 

I hope I can help George Blakey with his “Water Pumping 
Dilemma” in HP107—not only for his sake, but for others 
who want to use a solar pump, but do not have enough 
elevation gain on their property (about 100 ft.) to get 
“normal” pressure from gravity. 

I lived for twenty years in a location where I had the 
advantage of a spring for my water supply. All was well, 
until I built an addition in which the showerhead ended up 
being higher than the spring. I was fortunate enough to have 
a second spring, which was about 5 feet higher than the first. 
Iran a couple of hundred feet of 1-inch PVC pipe to the new 
spring, and voila—gravity flow to the shower head. 

The actual pressure at the showerhead was only 3 psi. 
Since I knew, when I originally built the house, that the 
pressure from my gravity-powered water supply was 
going to be minimal, I used oversized pipes throughout the 
house—1-inch main and °/4-inch feeders. I found that you 
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do not necessarily need 40 or 50 psi (which require 92 and 
116 feet of elevation, respectively) in a gravity system. 

A couple of caveats: If you are using an extremely 
low-pressure system such as this, it helps a lot to remove 
the strainers from sink faucets. And it is highly advisable 
to shop around for a shower control that has the largest 
orifices possible. Since they are designed for at least 40 psi, 
most modern shower controls have tiny orifices, which 
would likely make your showering experience less than 
perfect, to say the least. 

Another idea is to use large supply lines for your 
toilet and sinks. Here, I’m speaking of the pipes that 
come from your stop valves to your faucets—those tubes 
made of copper tubing, or modern flex tubing of plastic or 
stainless steel. The way to minimize friction losses is to use 
‘72-inch flexible copper pipe, or at least the larger of the two 
standard-sized copper supply pipes. The flexible plastic or 
stainless steel tubing that Iam familiar with has tiny orifices 
at the fitting ends. 

OK, now for some “thinking out of the pressure tank.” 
If George or someone in his situation places a tank, or a 
series of tanks, up at the peak of his roof, he’ll likely have 
enough water pressure inside the house. It is very common 
in several areas I have visited in Mexico to see rooftop tanks. 
The owners there typically wait until the water runs out to 
go turn a valve to refill them. Usually, there is only one tank, 
which looks like a concrete wine barrel set on its side at the 
peak of the roof. 

For George, though, he’d want several small tanks 
interconnected with pipes, and either an overflow or a float 
valve to shut off the water when the tanks are full. The float 
valve I’m referring to is readily available at plumbing stores; 
it looks and functions like an oversized old-fashioned toilet 
valve, and costs ten or fifteen bucks last time I checked. 

I personally have a 2,500-gallon storage tank, located at 
an elevation 75 feet higher than my house, so I get about 
32 psi from the gravity. Do not try putting a 2,500-gallon 
tank on your roof, George! That much water weighs about 
ten tons. Most roofs will handle small tanks spread out 
along the ridge with no problem. Don’t take my word for it, 
though; check with someone who can examine your specific 
situation. 

One more nice thing about this type of system is that 
pump companies often have old pressure tanks that leak 
under high pressure, but work fine for storage tanks. If the 
leak is big enough to even locate, just turn the tank so the 
leak is on top. I’ve had some of these old pressure tanks last 
fifteen or twenty years. In these parts, the companies have 
to pay to dispose of them at the “sanitary” landfill, so they 
are happy to give them to you for free. 

One final benefit to this is that it requires a heck of a lot 
less powerful pump, and fewer PV panels to pump your 
water to a rooftop tank than to a tank a hundred feet higher. 
In other words, you can save a bundle of money! Malcolm 
Drake ¢ jumpoffjoe@roguelinkdsl.com 

Thanks, Malcolm. Good letter. I sometimes wonder why folks 
need such high water pressure in a home. I guess they might need 
to put out a fire, or use a water nozzle to move dirt or leaves out 
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of a driveway. Or maybe their demand water heater requires more 
pressure on the input. But for most domestic water usage, such 
high pressures are not needed and make for a waste of energy and, 
often, water. 

My storage tank sits in a cradle between two conifer trees 
above my house. I’m not exactly sure, but I think it must be about 
40 feet above my showerhead. I feel like I have more pressure than 


I need everywhere except the showerhead; yet I can live with what 7 | | , 
it puts out, and have for 15 years. 
I stuck with the low-flow showerhead for my low-pressure | 
system, because it gives a spray with acceptable velocity. Using a | oe | 
showerhead with larger holes made the water come outward just a , | = 
little bit before losing momentum and dropping straight down. |_| 
I have gotten used to this, and think that everyone can. It , , 


might take a little longer, but rinsing my long, thick locks seems 


to work just fine. I wonder if we really need the high pressure Write for $5ome Powver 


we've gotten used to in modern America. Michael Welch ¢ 
michael.welch@homepower.com 

I agree, Michael. If you have 40 feet of head, you have about 
17 psi at your showerhead. Our solar shower has about 4 feet of 
head from the showerhead to the bottom of the tank, so only 1.7 Ww always looking for fresh and 


psi, and I use it every day for about eight months of the year— inspiring new articles to publish. 
works for me, though I don’t have much hair... Ian Woofenden 


If you've got a renewable energy stor 
ian.woofenden@homepower.com y g gy y 


to tell or an area of relevant expertise 
or experience, consider sharing what you 
know with other Home Power readers. 


Have an idea? We're all ears. 


Before you start writing, drop us an 
a division of Direct Power and Water e-mail at submissions@homepower.com 
describing what you have in mind. Floating 
your idea up front could save you a lot of 
time. If it sounds like a good fit for Home 


Power, we'll work with you to define the 


e La nventory 
e Fastest turn around time in the WEST 


editorial, photographic, and informational 
components needed to cover the topic. 


Not a Writer? Not a problem. 


We have a top-notch editorial staff who 
love nothing more than to make you sound 
brilliant. Don't be shy. 


For more information, see our complete 
submissions guidelines on our Web site. 


Erich Lindner Daniel Duffield 


—— 


4 4 oO home power 109 / october & november 2005 


1-800-260-3792 


INTRODUCING... 


= 7 TTR ” 
Logic Module ~~ PAL) 
Accessory for _ 
Solar Controllers 


RELAY DRIVER 
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Want to Save More Energy & Water? 
Save 30 Gallons Each Load With Staber! 


STABER 


Only Top Load Horizontal-Axis Washer 
Made in the USA--Great for Off-Grid Systems! 


> -Avg. of 15 gallons of water & | 
a oz. soap per load 
™ -Avg. of just .15 kWh per load 
-Stainless steel inner & outer tubs 
-Dual, re-greasable bearings on 


Provides high level system control functions front & rear for better durability 


High/low voltage alarms 
Load control 
Generator start 


Four independent relay driver outputs 
Reads digital data inputs from our TriStar 


controller 


Reads battery voltage in systems with 


other controllers 


Less expensive than other alarm/gen start 


#) MORNINGSTAR Call 1-800-848-6200 to learn more! 


packages 


Phone: +1-215-321-4457 
www.morningstarcorp.com 


-No front rubber gasket to worry 
about leakage or mildew 

-Total front access to parts--most 
simple design on the market 
-Simple, mechanical switches--no 
expensive electronic buttons! 
-High extraction spin speed 
-MADE IN THE USA! 


www.staber.com 


Staber Industries, Inc. 4800 Homer Ohio Ln Groveport, OH 43125 = él 


a 


| Solar Parts and 
' Systems for the 


os 
a 


" 


| 


‘al 


Do-it-yourselfer 


Online Catalog AAA Solar Supply 
and Design Guide (800) 245-0311 
www.aaasolar.com Albuquerque, NM 


www.homepower.com 
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RE happenings 


INTERNATIONAL 


Internet courses: PV, green building 
& international development. Solar 
On-Line (SOL) * 720-489-3798 » 
info@solenergy.org ° 
www.solenergy.org 


Internet courses: PV Design & 
Solar Home Design. Solar Energy 
International online. Info: see SEI in 
Colorado listings. 


CANADA 

Oct. 1-2, '05. Toronto, ON. Green 
Energy Fair. Workshops, tours, 
demonstrations, vendors, kids’ 
activities & guest speakers on energy 
efficiency & sustainable technologies. 
Info: Kortright Centre * 416-661-6600 « 
info@trca.on.ca * www.kortright.org 


British Columbia. BC Sustainable 
Energy Assoc. meetings at chapters 
throughout province « 
www.bcsea.org/chapters 


Calgary, AB. Alberta Sustainable 
Home/Office. Open last Sat. of 

every month, 1-4 PM, private tours 
available. Cold climate, conservation, 
RE, efficiency, etc. * 403-239-1882 « 
jdo@ecobuildings.net 
www.ecobuildings.net 


CHINA 

Mar. 16-18, ‘06. Shanghai. New 
Energy 2006. International exhibition 

& conference on providing national 
impetus for China’s RE goals. Coastal 
International Exhibition Co., Rm. 2106, 
China Resources Bldg., 26 Harbour Rd., 
Wanchai, Hong Kong « 852-2827-6766 = 
general@coastal.com.hk » 
www.coastal.com.hk 


COSTA RICA 

Rancho Mastatal. RE for the 
Developing World—Hands-On. Solar 
electricity, hot water & cooking; biogas 
& other RE technologies. See SEI in 
Colorado listings. lan Woofenden » 
360-293-7448 = 
ian.woofenden@homepower.com 


ITALY 

Nov. 14-16, ‘05. Rome. Green Power 
Mediterranean. Policy & networking. 
Green Power Conferences » 
info@greenpowerconferences.com ¢ 
www.greenpowerconferences.com 


Nov. 23-25, ‘05. Milan. PV Tech Expo 
2005. Conf. for PV manufacturing 
industry. Info: www.pvtech. it 


JAMAICA 

Dec. 28, '05—Jan. 3, ‘06. Camp-Us—RE 
camp for teens. Discover relationships 
between energy, nature, spirit, 
technology & social diversity. Hands- 
on activities, lectures & recreation. 
Info: hareef99@yahoo.com * 
www.youthcamp-us.org 


MEXICO 

Dec. 5-9, ‘05. Isla Holbox. 
Understanding PV workshop. Design & 
installation of PV: stand-alone, grid-tie, 
water pumping & more. Ecovillage 
Training Center *« 970-527-4680 « 
ecovillage@thefarm.org 
www.thefarm.org 


NEPAL 

Kathmandu. School of Renewable 
Energy Ltd. * 977-01-42-44-003 « 
sre@nepalmail.com * www-.sre.org.np 


NICARAGUA 

Oct. 17-23, '05. Sabana Grande. RE for 
the Developing World workshop. Install 
a PV lighting system & help a women’s 
cooperative build & use solar ovens. 
Info: see SEI in Colorado listings. 


Jan. 2-13, ‘06. Managua. Solar Cultural 
Course. Lectures, field experience & 
ecotourism. Richard Komp « 
207-497-2204 * sunwatt@juno.com ° 
www.grupofenix.org 


UNITED KINGDOM 

Dec. 2-4, ‘05. Winslow, Bucks. Self- 
build solar domestic hot water course, 
w/ or w/o all system components. 
Low-Impact Living Initiative, Redfield 
Community, Buckingham Rd., 
Winslow, Bucks, UK MK18 3LZ « 
01-296-714-184 * www.lowimpact.org 


U.S.A. 

Oct. 1, ‘05. Everywhere, U.S.A. 
National Tour of Solar Homes. Info: 
Local chapters of the American Solar 
Energy Society * www.ases.org/about_ 
ases/chapters.htm 


Info about U.S. wind industry, 
membership, small turbine use & 
more. American Wind Energy Assoc. 
www.awea.org 


Info on state & federal incentives for 
RE. North Carolina Solar Center » 
919-515-5666 * www.dsireusa.org 


Ask an Energy Expert. Online or 
phone questions to specialists. Energy 
Efficiency & RE Info Center = 
800-363-3732 * www.eere.energy.gov/ 
informationcenter 


Stand-Alone PV Systems Web site. 
Design practices, PV safety, technical 
briefs, battery & inverter testing. 
Sandia Labs * www.sandia.gov/pv 


ARIZONA 

Scottsdale, AZ. Living with the Sun 
energy lectures, 3rd Thurs. each 
month, 7 PM, City of Scottsdale Urban 
Design Studio * 602-952-8192 « 
www.azsolarcenter.org 


CALIFORNIA 

Arcata, CA. Campus Center for 
Appropriate Technology, Humboldt 
State Univ. Workshops & presentations 
on renewable & sustainable living. 
CCAT « 707-826-3551 = 
ccat@humboldt.edu » 
www.humboldt.edu/~ccat 


Hopland, CA. Ongoing workshops, 
incl. beginning to advanced PV, 
wind, hydro, alternative fuels, green 
building techniques & more. Solar 
Living Institute * 707-744-2017 « 
sli@solarliving.org « 
www.solarliving.org 
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COLORADO 

Carbondale, CO. Hands-on workshops 
& online distance courses on PV, solar 
pumping, wind power, RE businesses, 
microhydro, solar thermal, alternative 
fuels, green building & women’s 
courses. Solar Energy International 
970-963-8855 * sei@solarenergy.org ° 
www.solarenergy.org 


Denver, CO. Windhaven RE seminars: 
Solar & Wind Energy Basics, Biodiesel 
& Alt. Fuels, Alternative Building, 
others. Windhaven Foundation for 
Sustainable Living « 720-404-9971 = 
windhavenco@yahoo.com »* 
www.windhavenco.org 


IOWA 

lowa RE Assoc. meets 2nd Sat. every 
month at 9 AM. Call for schedule 
changes. I-Renew « 319-341-4372 « 
irenew@irenew.org * www.irenew.org 


MASSACHUSETTS 

Mar. 7-9, ‘06. Boston, MA. Building 
Energy 2006 & Trade Show. Speakers, 
workshops & exhibitors. Northeast 
Sustainable Energy Assoc. 
www.nesea.org 


MICHIGAN 

West Branch, MI. Intro to Solar, Wind 
& Hydro. 1st Fri. each month. System 
design & layout for homes or cabins » 
989-685-3527 * gotter@m33access.com 


MONTANA 

Whitehall, MT. Seminars, workshops 

& tours. Straw bale, cordwood, PV & 
more. Sage Mountain Center = 
406-494-9875 * www.sagemountain.org 


NEW MExICO 

Oct.—-Nov. & Feb.—Mar. each year. 
Deming, NM. Intro to Homemade 
Electricity. Meets 5 Thurs. eves. 
Mimbres Valley Learning Center 
505-546-6556 ext. 103 = 
www.mvlc.us/dabccmain.htm 


Six NMSEA regional chapters meet 
monthly & have speakers. NM Solar 
Energy Assoc. * 505-246-0400 « 
info@nmsea.org * www.nmsea.org 


NEW YORK 

Oct. 27-28, ‘05. New York, NY. Green 
Power North America, Green Power 
Conferences ¢ 
info@greenpowerconferences.com ¢ 
www.greenpowerconferences.com 


NORTH CAROLINA 

Pittsboro, NC. RE, biofuels, green 
building & others. Piedmont Biofuels 
Coop * 919-542-6495 ext. 223 « 
www.cccc.edu or www.biofuels.coop 


Saxapahaw, NC. How to Get 
Your Solar-Powered Home. Solar 
Village Institute * 336-376-9530 » 
info@solarvillage.com ¢ 
www.solarvillage.com 


OREGON 

Oct. 23, ‘05. Portland, OR. Biofuels Car 
Show & Conf. Speakers, exhibitors, 

car show & solar-powered music. Info: 
503-784-5275 « kathypeper@comcast.net ° 
www.energyelement.com 


Nov. 10-12, ‘05. Eugene, OR. Solar & 
Radiant Heating Systems workshop. 
Learn design & installation. Info: see 
SEI in Colorado listings. 


Cottage Grove, OR. Adv. Studies 

in Appropriate Tech., 10-week 
internships. Aprovecho Research 
Center * 541-942-8198 * apro@efn.org 
www.aprovecho.net 


PENNSYLVANIA 

Oct. 14-15, ‘05. Spring Grove, PA. 
Passive Solar Greenhouse Workshop. 
Design, construction & year-round 
production. Steve & Carol Moore » 
717-225-2489 * saandcmoore@juno.com 


Philadelphia, PA. Penn. Solar Energy 
Assoc. meetings. Info: 610-667-0412 « 
rose-bryant@erols.com 


TEXAS 

E] Paso, TX. El Paso Solar Energy 
Assoc. Meets 1st Thurs. each month. 
EPSEA ¢ 915-772-7657 » 
epsea@txses.org * www.epsea.org 


Houston, TX. Houston RE Group 


meetings. HREG « hreg04@txses.org ° 
www.txses.org/hreg 
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WASHINGTON DC 

Oct. 6-9, '05. Solar Power 2005. 
Business-to-business solar conf. Solar 
Electric Power Assoc. * 202-857-0898 = 
htaylor@solarelectripower.org ¢ 
www.solarpower2005.com 


Oct. 7-16, ‘05. Solar Decathlon. College 
teams compete, assembling energy- 
efficient, solar-powered houses. 
Consumer workshops & educational 
exhibits. U.S. Dept. of Energy » 
solar_decathlon@nrel.gov « 
www.solardecathlon.org 


Oct. 13-15, ‘05. Solar & Radiant 
Heating Systems workshop. Learn 
design & installation. Info: see SEI in 
Colorado listings. 


Oct. 17-18, ‘05. RE in America: 

Policies for Phase II. Caucuses with 
U.S. legislators. American Council on 
RE (ACORE),1825 | St. NW, Ste. 400, 
Washington, DC 20006 « 202-429-2037 = 
weirich@acore.org * www.acore.org 


WASHINGTON STATE 

Oct. 8, ‘05. Guemes Island, WA. Intro 
to RE. Solar, wind & microhydro for 
homeowners. Info: see SEI in Colorado 
listings * Local coordinator: lan 
Woofenden ¢ 360-293-7448 = 
ian.woofenden@homepower.com 


Oct. 10-15, ‘05. Guemes Island, WA. 
PV Design & Install workshop. System 
design, components, site analysis, 
system sizing & hands-on installation. 
Info: see above. 


Oct. 17-21, '05. Guemes Island, WA. 
Microhydro Power workshop. Design, 
system sizing, site analysis, safety 
issues, hardware specs & hands-on 
installation. Info: see above. 


Oct. 24-29, '05. Guemes Island, WA. 
Wind Power workshop. Design, 
system sizing, site analysis, safety 
issues, hardware specs & hands-on 
installation. Info: see above. 


WISCONSIN 

Custer, WI. MREA ‘05 workshops: 
Basic, Int. & Adv. RE; PV Site Auditor 
Certification Test; Veg. Oil & Biodiesel; 
Solar Water & Space Heating; Masonry 
Heaters; Wind Site Assessor Training & 
more. MIREA *« 715-592-6595 » 
info@the-mrea.org * www.the-mrea.org 
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Greg of Brooks Solar, Chelan Wash. 


See our new webpage about 
SOLAR CHARGING 
GORIL LAs 
and other 
Electric Vehicles 


Electric Power and Torque — 
Almost Zero Maintenance ~~ 
No Oil, Gas, or Fumes — 


Silent Utility and Mobility eS 4000 tb. ok Fa i boeee hi 
info@ GorillaVehicles.com Gortita Vehictes WWW. sun 7 nc. com 


16121 Saint Croix Circle 
PLEASE SEE OUR WEBSITE aL Beach, CA 92649 


SunEorth, linc. 
6475 Almeria Ave. + Fontono, CA 97335 = VEL (P09) 44-100 


Our Quick Start special! Get our last six issues and a 
one-year subscription for just $45 plus S&H. Save $31! 


” Add Solar1, our Renewable Energy Basics CD-ROM, 
) to the deal for another $19, regularly $29! 


— 
Back issue substitutions welcome. Order at www.homepower.com/specials or call 800-707-6585 or 541-512-0201. 
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Three Men and a Baby! 


Introducing the “Water Baby”... 
~ Another breakthrough in water powered generators. 
%, ie A | is = 5 =" * ‘ ye 


e Brushless permanent magnet design 
e Adjustable while running 

e Operates with as little as 3 gpm 

e 12, 24, 48 volts and higher available 


ENERGY SYSTEMS & DESIGN, LTD. 
www.microhydropower.com 506-433-3151 


Our 21st Year Offgrid! 

We provide excellent service & technical support. 
Residential Power e Water Systems e Communications 
Wind ¢ PV ¢ Hydro e Custom Design « Installation 
All Major Brands 


Don Loweburg = —— 
NABCEP Certified Installe 


OFF LINE 


PoC Ha 


(559) 877-7080 


WATER 
PUMPING 


NO diaphragm or pistons 

NO cams and flappers 

NO brushes 

NO electronics down the well 


Thanks to intelligent engineering, 
LORENTZ pumps ensure a 
reliable water supply for 
remote places. 


up to 750 ft / 230 m 
up to 50 GPM / 200 LPM 


Tel. ++49 (0) 4193-7548-0 www.lorentz.de 


HELIX SS PV 


Solar Water Heater 


NEW 


fn 


| eEriClENT 
SIMPLE 


HELIODYNE, INC. 


4910 Seaport Ave. 
Richmond, Ca 94804 


1 


tel: 510-237-9614 - sales@heliodyne.com 


www. homepower.com 4 4 = 
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questions & answers 


Battery Strings 

Our loads are bigger than they were in 1996—would it be 
advantageous to expand our battery bank, since we are 
replacing our twelve L16s? We are considering adding four 
more L16s. The batteries are set up in 24 V strings. Array 
#1 is twelve SP75 PV panels. Array #2 is two SP75s with 
expansion room. We have a Trace SW4024 inverter, an 
Ananda power center, and a Kohler 6.3 KW propane genset. 
Your thoughts and ideas are appreciated. Thanks, Scott & 
Geri Vasak, Butte Falls, Oregon * svasak@ccountry.net 

Hello Scott and Geri, Sounds like you've been taking good 
care of your batteries (way to go!) and got pretty good life out 
of your current battery bank. Twelve L16s is a common-sized 
battery bank for a system of your size. I can’t recommend 
expanding it without more information. Questions you need 
to ask yourself are: How deeply am I discharging the bank on a 
daily basis? And how often is the bank getting fully recharged? 
The less deeply you routinely discharge your battery bank, 
the longer it will last. I like to design systems so the average 
daily depth of discharge is less than 20 percent (80 percent of 
the capacity remaining). Your amp-hour meter will be able to 
provide you with this information. 

Second, off-grid battery banks should be fully recharged every 
day, with the exception of cloudy periods. One common mistake is 
to install a battery bank that is oversized compared to the charging 
source. In many cases, this leads to regular undercharging, 
sulfation of the battery plates, and early failure. In your case, it 
all comes down to how many loads you have on the system each 
day, and how well your charging sources keep up with these 
loads. What increasing the size of the battery bank would buy 
you 1s less frequent use of the engine generator during cloudy 
periods—always a plus! 

I usually advise people not to install battery banks that have 
more than three series strings in parallel. Two is even better. 
Each additional series string means an additional current path, 
and a higher probability of unequal charge and discharge rates 
between the strings. This situation will leave some strings 
chronically overcharged, and others undercharged, and lead to 
early failure of the bank in many cases. The solution for larger 
battery banks is to use larger, 2-volt cells, so you end up with 
fewer series strings. Dyno, for instance, makes 2-volt batteries 
that have the same physical dimensions as an L16. Another 
option would be to look at high quality, industrial 2-volt 
cells. Northwest Energy Storage (www.nwes.com) carries HUPs, 
which get good reviews from the field. Also, check out Surrette’s 
2 VDC and other high capacity cells (www.rollsbattery.com). Let 
me know if you have additional questions. Best, Joe Schwartz 
joe.schwartz@homepower.com 


PV Arrays in Storms 

We would like to install a solar-electric array on our roof in 
Palm Harbor, Florida, which is about two miles from the Gulf. 
What about the vulnerability of solar arrays during tropical 


storms and hurricanes? I would appreciate any information 
or leads. Thanks, Sally Coupal ¢ sall0go@aol.com 

Hi Sally, I do not think we have published an article on this 
particular subject, but over the years, we have heard of many 
rooftop PV systems that have survived hurricanes, and a few that 
have not. One person had a home destroyed in 207 mph winds, but 
found their twenty solar-electric panels still in usable condition. 

After reviewing past letters to the editor and articles touching 
on the subject, I can suggest these things to consider: Purchase 
racks that are engineered to withstand at least 125 mph winds 
(some are rated for 150+ mph winds). If you cannot find those, 
work with your rack manufacturer and a local engineer to increase 
the wind load that they will withstand by modifying the design. Of 
course, if “the big one” hits your home squarely, all bets are off. 

It is helpful to install the panels at the angle of the roof. In 
other words, it may make things worse to use adjustable or longer 
legs on the upper side of the array, making the panels stick out like 
a sail. But for cooling while the panels are producing electricity in 
full sun, space between the panels and the roof is best—6 inches 
or so. Attaching the panels flat on the roof may increase their 
survivability, but without air movement behind them to help keep 
the panels cool, their electrical performance will suffer. 

Be sure to tie the rack feet directly into the rafters; do not try 
to attach them between rafters without adequately secure blocking. 
A roof-mounted solar energy system is only as strong as the roof it 
is on. Be sure that your rafters are appropriately tied to the walls 
that support it. 

Your local installer should be able to provide a secure mount 
for your panels, to meet your local historic wind load needs. It will 
be up to you or your carpenter to make sure the rafters are well tied 
to your house. Michael Welch ¢ michael.welch@homepower.com 


PVs on Curved Roof 
I have a question regarding a PV system that is supposed 
to be mounted on a curved roof of a residential duplex 
building. The curved roof means that the PV modules 
will be mounted at different angles, so that the individual 
modules generate maximum power at different times of the 
day. Is that a problem for the inverter? Can you recommend 
any particular inverter manufacturers for this application? 
Thanks, Philip Engelhardt ¢ pengelhardt@ctg-net.com 

Hi Philip, There’s a common misconception that mounting 
PV modules in different orientations—so some of them are always 
facing the sun—will net more energy at the end of the day than if 
all the panels were facing south. Not true! Local weather patterns 
aside, the greatest amount of solar energy hits the earth’s surface at 
solar noon, and an array facing south (in the northern hemisphere) 
will capture the most energy. Mounting the array you mention 
along the roofs curved surface will generate less energy than if 
the array was oriented directly south. 

That said, it’s hard to get any more specific without knowing 
the size of the array, or the actual curve of the roof. If it’s a slight 
curve, the impact on system performance may be negligible, and 
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following the roofline usually results in a better-looking array 
installation. Keep in mind that installing an array on a curved 
surface will increase the complexity of laying out and mounting 
the panels, and likely increase the cost too. 

Grid-tie inverter manufacturers suggest that system 
performance will be maximized if module series strings feeding a 
given inverter are mounted in the same orientation. In addition, 
an individual series string should never be installed in more than 
one orientation. These statements typically refer to orientations 
that are 90 or 180 degrees from one another. In your case, if the 
curve of the building is slight, you might not have much of an 
issue. I’d suggest that you contact the inverter manufacturers, 
and have building and array specifics handy for them. If there 
is a significant curve in the roofline, both Magnetek and Sharp 
manufacture inverters that are capable of independently tracking 
more than one series string, so multiple array orientations are less 
of an issue. Joe Schwartz © joe.schwartz@homepower.com 


Parallel PVs 

I have a couple of technical questions about solar-electric 
panels that I would really like your advice on. I currently 
use four old, brown, Arco quad-lams in series to run a 
12 V system (charge controller, T105s, etc). However, I 
recently acquired several lightly used Siemens SM55 panels, 
and I would like to replace the elderly Quads with these 
un-sunburned panels. 

I’ve never operated PV panels in other than series wiring; 
I’ve always assumed that they can operate in parallel, but I 
haven't ever done that. Is there anything special I should 
know before wiring up the SM55s in parallel? Also, the 
panels have a bypass diode in their junction box—is that 
something that I should use, or is it for series connections 
instead of parallel? I’m planning to upgrade the wiring to the 
panels to accept the higher current. Thanks, Kevin Gray ¢ 
eraykevi@mattel.com 

Hello Kevin, PV modules (or groups of modules such as 
the quad-lams) will happily operate in parallel. Here on Agate 
Flat, our 12-volt system is composed of many different types of 
PV modules all wired in parallel (that’s positive to positive and 
negative to negative). Some of these are quad-lams. 

Don’t worry about the bypass diode(s) wired into the M55s° 
junction boxes. These are strictly for shading issues when the 
modules are wired (in series) into a high-voltage array (over 50 
VDC). In a 12-volt system, these diodes don’t do anything at all 
and are best left undisturbed. 

Make sure to upgrade that home run wiring between the 
arrays and the charge controller. Voltage drop can be a real 
killer on 12-volt systems. Also double-check the charge controller 
and make sure it can handle the extra current. Richard Perez 
richard.perez@homepower.com 


Small Grid-Tie Inverters 

Are any grid-tie inverters available for those of us with 
500 W or less of modules? It seems that you must have at 
least a KW invested before you can go the grid-tie route. I 
have a stand-alone 320-watt system and would like to lose 
the 20 percent battery charging inefficiency by going grid- 
tied. And on many days, the batteries are floating with the 
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panel output just idling away. I looked pretty hard on the 
Internet, but haven’t turned up much. I’m hoping that you 
can turn me on to some low-wattage interties. Jack Powell 
turdmail2go@yahoo.com 

Hi Jack, The smallest grid-tie inverter I know of that’s 
available in the United States is the Sunny Boy SB700. It has 
three programmable voltage ranges. At the lowest range, the 
minimum voltage is 73 V, and at that range it will put out up 
to 460 W. This might be exactly what you are looking for, and 
would allow you to add modules if you want to grow the system, 
to a maximum of 700 W (but at a higher voltage range). But 
please run your array specs by your dealer to verify suitability 
before purchasing. There may be other smaller inverters out there 
in the near future, so keep your eyes peeled. Michael Welch e 
michael.welch@homepower.com 


BZ Products Model MPPT500 


500 watt 45 amp Maximum Power Point Solar Control 


Boost charge current up to 30% 
Up to 45 amp output current 
Microprocessor control 

95 % efficacy 

500 watt PV input 

Universal PV input 12 to 48 volts 
12, 24 or 48 volt output 

Digital metering 

PWM float control 

Battery temperature sensor standard 
Five year warranty 

Made in U.S.A. 


} (, yf peoiert Inc. 


Ze 314-644-2490 * www.bzproducts.net * bzp@bzproducts.net 
a, 7614 Marion Ct., St. Louis, MO 63143, USA 


Do You Need Batteries?... 
RAE Storage Battery Company 


Since 1943... Quality & Service 


Surrette Solar 1, 400 Series, 
Type CH 375 - L16 
Engineered under careful guidelines 


by Dave Surrette - Family owned 
business Est. 1935 


Gambissara Solar for export 


212-206-6344 ¢ 1201 Broadway, 
Room 809, New York, NY 10001 


Newly established factory 
warehouse. U.S. Battery Co. 
Corona, CA 


Phone 860-828-6007 

Fax 860-828-4540 

91 Deming Rd., POB 8005, 
Berlin, CT 06037 


117 


118 


ozonal notes 


System 


I’ve grown accustomed to using this column to discuss the 
growth of our off-grid renewable energy systems. The only 
problem with doing this is that our systems have been very 
boring lately—we’ve had no new additions this year. These 
large PV systems just smile at the sun and do their work, 
making more than 20 KWH of electricity per day. 

Even though I’m not out there with a wrench making 
additions and troubleshooting problems, I still have daily 
involvement with the systems, beyond using the energy that 
they make—I read meters. 


Reading Meters 

Our systems, one 24 volt and the other 12 volt, are equipped 
with five different battery amp-hour meters. While only 
one meter per system would suffice, I enjoy comparing 
them and testing various models. Most of these meters are 
of older vintage—Cruising Equipment E-Meters, and older 
TriMetric meters. All are of the standard variety—reading 
battery voltage, net battery current, and battery amp-hours. 
They are all very accurate and read within 0.5 percent of 
each other. 


The Bogart TriMetric battery system monitor. 


Know Your 


Richard Perez 
©2005 Richard Perez 


By reading these meters, I have learned the behavior 
and effective use of our systems. I read them regularly and 
compulsively. The information from these meters allows me 
to see if the systems are performing at their full potential— 
this is the fast way to find minor problems before they 
become major problems. The information from these meters 
enables me to effectively operate our systems—many day- 
to-day energy decisions in an off-grid home depend on the 
systems’ state of charge. 


Battery Voltage 

In the old days, we used battery voltage as a rough indicator 
of a system’s state of charge. Happily, those days are 
gone. Now we use the amp-hour reading on the meter to 
determine the battery’s state of charge. 

But battery voltage still delivers essential information. 
During the day and while under charge, the battery voltage 
should remain at the PV regulator’s set point. Any higher 
voltage indicates a regulator failure, or that the system’s 
users forgot to switch the regulator to equalization mode. 
During the night, unduly low battery voltage can indicate 
that the batteries are nearing the end of their life, or that 
they haven’t been sufficiently charged during the day. 

I know what the voltage readings mean from experience, 
by constantly reading the meter and learning each system’s 
voltage parameters. Your experience will be different—your 
battery is different and so is your usage. What is important is 
reading the meter and becoming familiar with the “normal” 
readings for your off-grid RE system. 


Battery Current 
Perhaps the most important thing to remember about the 
battery current (amperage) function in amp-hour meters is 
that it reads “net” battery current. Net battery current means 
the rate of charge either moving into or out of the battery at 
that instant. While this is an important function, it’s good 
to remember that it does not indicate PV amperage being 
drawn by specific appliances or the source amperage. It is 
just the net amperage either going into or out of the battery. 
The battery current reading is constantly changing. 
Appliances are turned on, some automatically, such as 
refrigerators, freezers, and pumps. When an appliance is 
started, either automatically or manually, the energy it 
consumes must come from somewhere—either the battery 
or the RE source, such as a PV array. This consumption 
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is reflected, but not separately quantified, by the battery 
current reading in the amp-hour meter. 

If the PV array is producing, an appliance’s energy 
comes directly from the array. This means lower current 
available to recharge the battery, so the battery current 
reading of the meter decreases. At night (or when an 
energy source is not producing), an appliance’s energy 
consumption is included in the negative battery current 
reading in the amp-hour meter. 


Battery Amp-Hours 

The amp-hour function of the meter is really just a bean 
counter, only it counts electrons. Every electron moving either 
into or out of the battery must pass through the shunt located 
at the battery. The amp-hour meter counts passing electrons 
and notes whether they are moving into or out of the battery. 

When a battery is fully charged, the amp-hour meter 
reads zero. As the battery is discharged, each amp-hour 
removed from the battery is displayed as a negative number. 
For example, if a battery has been discharged 100 amp- 
hours, the meter will read -100. As the battery is charged, 
each amp-hour is added, as a positive number, to the total. 

So if a battery that has been discharged 100 amp-hours is 
recharged with a current of 50 amps for one hour, the meter 
will add this amount to the total, which will then read -50. 
When the battery is once again fully recharged, the display 
will return to zero. 

If the battery is overcharged (a modest daily overcharge is 
normal in RE systems), the number on the display will read 
positive. For example, if a battery is overcharged by 50 amp- 
hours during the day, the display will read 50. When the sun 
goes down and charging ceases, the display will once again 
return to zero as the battery goes into discharge mode. 

The amp-hour function of the meter requires correct 
programming by the user. The user must input the voltage 
and charge amperage at which the battery is considered 
fully recharged, and the battery’s capacity in amp-hours. 

The full-charge voltage is set at slightly less than the 
controller’s bulk voltage setting. If the full voltage setting of 
the meter is set higher than the system’s PV controller, the 
meter will never recognize the battery as fully recharged. I 
program my meters to recognize the battery as fully recharged 
at 0.1 VDC less than the setting on the PV regulators. 

The full-charge setting for current (amperage) is a bit more 
difficult. This setting is the current level below which the battery 
is considered fully recharged. As the battery is recharged, 
the system’s regulators hold the voltage constant, and as a 
result, the amperage into the battery decreases. The number is 
programmed into the meter as a percentage of battery capacity. 
The number usually used is between 2 and 4 percent. 

For example, my 24-volt battery has a capacity of 1,640 
amp-hours. I set the meter for 3 percent. Multiplying 1,640 
amp-hours times 3 percent equals 49.2 amps. So when 
the system reaches full voltage (29.2 VDC for our system) 
and the current to the battery reaches 49 amps, the meter 
considers the battery full. 

The battery amp-hour meter is smart. It knows that no 
battery is 100 percent efficient, so it scales, with an efficiency 
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Battery Monta 


The new Xantrex XBM battery monitor. 


factor, the incoming amp-hours on the charge side. And the 
meter determines battery efficiency based on the last three 
charge—-discharge cycles, so the efficiency factor changes 
with battery use and age. The meter considers a charge— 
discharge cycle to be at least 10 percent of the battery’s 
programmed capacity. Cycles that empty the battery less 
than 10 percent are not counted in this process. 

Modern battery amp-hour meters will also read the 
battery’s state of charge as a percentage of battery capacity, 
for example, 92 percent. If you are not comfortable with the 
concept of amp-hours, set the meter to read percentage of 
battery capacity. 


Knowledge Is Power 

Your battery amp-hour meter should be mounted where 
you can look at it many times per day. Don’t hide it in the 
power room! Put it on the wall in the kitchen or the living 
room—someplace where it’s always in your face. Distance 
to the battery is not a problem. I mounted our meters in 
my office, more than 120 feet (37 m) from the batteries. It’s 
possible to go 500 feet (150 m) or more with some meters. 

Check the meter often. Only by becoming familiar with 
the readings will you learn how your system performs 
and how best to use the energy it produces. I start my day, 
within minutes of getting up, by reading the meters. I want 
to see how many amp-hours were withdrawn from the 
systems overnight. 

Normal consumption from our 24-volt system is between 
150 and 210 amp-hours, while the 12-volt system uses 
about 130 amp-hours. Overnight consumption depends 
on how much time we stay up watching television and 
running the lights. Hotter weather means more overnight 
consumption because our two refrigerators run more to 
compensate for the heat. 
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Overnight consumption that is far higher than normal 
deserves investigation. One time, I located a faulty solar 
hot water controller that was running the pump all night 
instead of shutting it off. I noticed the higher consumption 
and went around at night to see what was using energy 
when it should have been off. 

During the day, I watch the amp-hours count back to 
zero, indicating that the batteries are refilling. I also check 
the amperage in each system to make sure that the PV 
charge rate is what I’d expect. I know from experience the 
consumption of the usual appliances that are on during the 
day, and there are many—three solar hot water pumps, three 
computers, a StarBand satellite communication system, a 
laser printer, and refrigerators, to name a few. 

I also try to notice when our systems become fully 
recharged. When this happens, it’s time to use energy for a 
number of chores—pumping water (an 800-watt load that 
takes one or two hours), washing clothes in the washer (a 
load that takes 90 minutes and consumes about 150 watt- 
hours), vacuuming the house (a big load at 1,350 watts for 
an hour or two), and other energy intensive jobs that can be 
done when we decide to do them. 

We wait to do these jobs until the system is fully 
recharged, using the energy directly from the arrays. This 
means better efficiency, since we don’t have to retrieve the 
energy from the battery, which also extends the battery’s 
useful life. 
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Order online at 
www.homepower.com/hf 
or call 800-707-6585 
or 541-512-0201 


At the end of the day, I check the meters to see how 
many overcharge amp-hours we have accumulated. Ideally, 
I’d like to see 2 to 4 percent overcharge, but that doesn’t 
happen many days. Having the batteries fully recharged at 
the end of every day makes them last far longer, and they 
run more efficiently. 

Once every week or so, I delve into the historical data 
contained within the amp-hour meters. Different meter 
models track and display different historical data. On 
my meters, I check things like charge efficiency, deepest 
depth of discharge, and average depth of discharge. This 
information helps me keep the systems in peak condition. 

Meter watching is only effective if it’s done all the time. 
Only checking the meters when the system fails is less 
than informative since you don’t have the background to 
determine what is normal and what is not. So if you have a 
battery-based system, install and read a battery amp-hour 
meter regularly. The familiarity with its information will 
enable you to more effectively use your system, and to find 
problems before they become critical. 
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A Clean and Quiet Revolution User Friendly Hydro Power 


Enjoy the freedom of driving electric. 
Join the EAA today and declare your 
independence from 

high gas prices 

and imported oil. ‘ 


For more ‘tat joe —, | Alternative Power & Machine 
VISINUS ObMNP./ / CAGeVv.Or”g AC Propulsion tzero 4040 Highland Ave. Unit #H * Grants Pass, OR 97526 * 541-476-8916 
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www.apmhydro.com 
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HYDROELECTRIC SYSTEMS: Pelton 

and Crossflow designs, either complete 
turbines or complete systems. Assistance 
in site evaluation and equipment 
selection. AC Systems for standalone 

or grid interconnect operation. 
Manufacturing home and commercial 
size turbines since 1976. Send for a free 
brochure. Canyon Industries Inc., P.O. 
Box 36 HP, Deming, WA 98244, 
360-592-5552. e-mail: citurbine@aol.com 


web page: canyonhydro.com * HP10902 


HELP WANTED BUILDING PASSIVE 
SOLAR Cement Domes Learn to build 
your own- Housing also provided 
www.2BbyD.com « HP10903 


COSOLAR.COM discount prices from 
Colorado Solar Electric. OutBack Inverters 
in stock 1-800-766-7644 * HP10904 


SINGLE AND DUAL AXIS SOLAR 
TRACKER CONTROLS up to 48V and 5A 
output. www.theanalogguy.com *¢ 
HP10905 


SURPLUS INDUSTRIAL BATTERIES: 

Save up to 70% on unused military and 
industrial batteries. Many types and sizes, 
super H.D. Factory crated. Also chargers, 
wind and solar equipment, new and 

used. D.P.S.D. Inc. 3807 W. Sierra Hwy. 
#6, Acton CA 93510. 661-269-5410. 

Fax 661-269-3601. * HP10906 


DVDs AVAILABLE: NEW-”ELECTRIC CAR 
CONVERSIONS,” “Guerilla Solar Install,” 
“Intro to Solar Power,” “Intro to Solar 
Pool Pumps,” “Solar Installation” 
www.igotsolar.com * HP10907 


ECOMALL: The largest environmental 
portal of earth-friendly companies and 
resources. Renewable energy companies, 
news and information. www.ecomall. 
com. To advertise, call 845-679-2490. « 
HP10908 


LARGE GAS REFRIGERATORS 12, 15 & 
18 cubic foot propane refrigerators. 15 
cubic foot freezers 800-898-0552 Ervin’s 
Cabinet Shop, 220 N County Rd. 425E., 
Arcola, IL 61910 * HP10909 


XXXXXXKXKXX UNI-SOLARKKXXXKXXXXX 
XXXXX 64 Watts $319 XXXXXXX M55 
Siemens panels $225/SO 80 watts $325. 
New 1500 AH Absolight 12V batteries 
$1900. TraceX SW5548 $2450. Ex 2KW 
inverter SB $850. Buy, sell New/Used 
760-949-0505 « HP10910 


HONDA GENERATORS - 1000 to 10,500 
watts. Fast shipping and great prices! 
www.hayesequipment.com 
1-800-375-7767 * HP10911 


DC SUBMERSIBLE WELL PUMPS. 
Complete, ready to install. $187 includes 
IMMEDIATE FREE SHIPPING. Visit 
www.nemosolar.com or Call 
1-877-684-7979 * HP10912 


| AM A SOLAR WHOLESALER looking for 
retailers to carry my solar electronic and 
hobby goods. Phone # (916) 486-4373. 
Please leave message. * HP10913 


TRINIDAD COLORADO: Get more out 

of life and your money with this active/ 
passive, 2000 SF home, 2bedr 1 & 1 3/4 
baths on 40 private acres. Built in 2003. 
$350,000. This and more solar-powered 
homes can be found at www.SolarRealty. 
net. (970) 728-320, 1-800-571-6518. The 
worlds only Solar-powered real estate 
office, John Janus, Broker * HP10914 


EDTA RESTORES SULFATED BATTERIES. 
EDTA tetra sodium salt, $12/Ib. plus $5 
S&H for 1st Ib. plus $1 S&H for each 
additional lb. Trailhead Supply, 325 E. 
1165 N., Orem, UT 84057, (801) 225 3931, 
email: trailheadsupply@webtv.net, info. 
at: www.webspawner.com/users/edta. ¢ 
HP10915 


SOLAR HEATERS FOR SALE! Get free 
heat from the sun for your home, office, 
garage, etc. Visit us today at www. 
hotboxsolar.com or by phone at 
1-607-481-0992. HotBox Solar. 263 
Glenwood Ave. Elmira Heights, NY. 
14903 * HP10916 


VARI-CYCLONE: DC powered ceiling 

fan, 40% more airflow with no increase 

in power consumption. For more 

info contact RCH Fanworks, the #1 
manufacturer of DC powered ceiling fans, 
2173 Rocky Crk. Rd. Colville, WA 99114 
PH: 509-685-0535, email: info@fanworks. 
com, Web: www.fanworks.com, Dealer 
inquiries welcome. * HP10917 


SURVIVAL UNLIMITED.COM - Emergency 
Preparedness & Survival Supplies. 

Wind Power from 439.00+. Many great 
products & prices! 1-800-455-2201 
www.survivalunlimited.com * HP10918 


WWW.EARTHTOYS.COM - Online library 
and emagazine all about alternative 
energy systems and equipment 
HP10919 


50+ Custom MICROHYDRO TURBINE 
sizes in stainless or plastic, brass nozzles 
5-29mm, arbors, site study tools, 
www.H-Hydro.com *« HP10920 


MOVE TO BEAUTIFUL, SCENIC N. 
IDAHO! We have many alternative 
energy homes to choose from. www. 
maidenrock.com Maiden Rock RE 
Sandpoint, ID 1-877-428-7370 * HP10921 


SOLAR BATTERIES Absolyte Telecom 
PV Batteries (100-A series) maintenance- 
free,non-gassing,freeze-tolerant, priced 
comparable to lead acid. 866-SOLAR-99 
www.solarunlimited.net * HP10922 


SOLAR HOT WATER SYSTEMS - 
MANUFACTURING - SALES - SERVICE 
- WIND - WATER - SOLAR - BIODIESEL. 
Dealer Inquiries Welcome. Trimline 
Design Centre Inc 6772-99 Street 
Edmonton AB CAN T6E 5B8 

780 466-9034 
www.trimlinedesigncentre.com ¢ 
HP10923 


GOING BANANAS? Produce more than 
just power in this 2500 sq ft log solar 
home on 43.8 ac. 1200 amphour AGM 
battery bank, 4000w Trace inverter, 
10,000w generator, features galore...and 
the sunny atrium boasts its own banana 
trees! Central Colorado mtns. 

Call Geri@719-689-2008 
www.guffeylandcompany.com * HP10924 


SOLAR CELLS New 5” monocrystal 

50 per pack - 125 watts $150.00 make 
your own solar panels email for specs: 
none1120@juno.com * HP10925 


OVERCOME YOUR ENERGY 
DEPENDENCE WITH SOLAR. COMPLETE 
SELECTION of reliable solar energy 
products for everyday living. Just about 
anything using electricity can be solar 
powered-cost efficiently. Free catalog. 
www.DiscoverPower.com 

858-581-0051 Or 800-842-5678. Discover 
Power * HP10926 


NEW IN BOX TRACE INV SW 2512 
w/remote w/50 Ft cable. Last one made in 
U.S $1800 OBO. 206 986 2900 

L message * HP10927 


JACOBS 17.5 kW WIND TURBINE FOR 
SALE. 80’ tower + inverter $19,000 OBO. 
661-724-1488 * HP10930 
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WANT TO LIVE RENT-FREE - anywhere 
in the world? There are empty homes in 
every state and country, and property 
owners are looking for trustworthy 
people to live in them as property 
caretakers and housesitters! The 
Caretaker Gazette contains these property 
caretaking/housesitting openings in all 50 
states and foreign countries. Published 
since 1983, subscribers receive 1,000+ 
property caretaking opportunities 

each year, worldwide. Some of these 
caretaking and housesitting openings 
also offer compensation in addition 

to the free housing provided. Short, 
medium and long-term property 
caretaking assignments are in every issue. 
Subscriptions: $29.95/yr. The Caretaker 
Gazette, PO Box 4005-E, Bergheim, TX 
78004. (830) 336-3939. www.caretaker.org « 
HP10928 


ONAN - GENERAC GENERATOR Parts & 
service - discount pricing 406-761-7200; 
866-761-7200 * HP10929 


WOOD GASIFICATION BOILERS efficient 
clean burning from 
www.newhorizoncorp.com * HP10931 


HP ISSUES 1 TO 82, $250- PROWATT 
INVERTER 1500W $400- e-meter $150- 3x 
200 amps classt fuses $25- all is new. 
rlecavalier@hotmail.com * HP10933 


2 HOMES OFF-GRID SOLAR-POWERED 
ex cond 7 bed 6 ba 23 ac open woods 
stream priv Near ADK PK NY $389K HBE 
Grp Real Est for info pics 315 823 2838 « 
HP10936 


HEAT DIRECTLY TO ELECTRICITY. 
THERMOGENIC GENERATORS, all sizes. 
www.sprucemtn.org/thermo 

207- 263-5473 * HP10939 
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NEW! BRIEFCASE SOLAR PANEL 13Watt 
12V ready to use. Comes with 12V male 
and female cigarette lighter style plugs, 
and alligator battery clips. With built-in 
diode. Dimensions: 20.07” x 14.76” x 1.57” 
$225.00 Call 800-686-1310 Free shipping 
in continental US. illusionspinners.com ° 
HP10934 


FLORIDA LOWER KEYS OFF-GRID 
HOME FOR RENT on Gulf side with boat 
dockage $1200 per month 
1-317-538-7610 * HP10940 


NEVER BUY ANOTHER BATTERY. Keep 
your home power batteries like new. 
Get more power from existing batteries. 
www.battery-power.info. Battery Power 
Solutions, Inc, 805 Park St., Clearwater, 
FL 33756 727-446-8400 * HP10937 


A-FRAME SHELL ON 10 TREED ACRES 
backed to USFS land in Sandpoint, Idaho. 
Wonderful creek, spring-fed well system, nice 
views, very secluded. No Power, No Phone, 
No Worries! Asking $84,500. Call Norm @ 
Rainbow Realty 208-255-6620 * HP10938 


2 HOMES ON 20 ACRES backed up to 
USFS land in Sandpoint, Idaho. Both 
homes have Extensive solar systems! 
Beautiful views of Schweitzer Mountain 
Ski Resort. $295,000 Call Norm @ 


Rainbow Realty 208-255-6620 * HP10938 


TRACE DR 1512 INVERTER/CHARGER. 
Nearly new, $675. Call Ben 415-459-7595 « 
HP10932 


24 V CFL BULBS, COIL TYPE - 
Daylight/6400 k 15 watt-$15.00 + ship, 120 
VAC 45 LED bulbs- par type - $39.00 + 
ship. Excellent quality. Penobscot Solar, 
569 Back Ridge Rd, Penobscot, ME 04476 
(207) 326-0779 * HP10935 


Readers’ 
Marketplace Rates 


Rates: 25¢ per CHARACTER, 
include spaces & punctuation. 
$20.00 minimum per insertion. 
All Readers’ Marketplace ads 
are published in both the print 
and Web versions. Please send 
a check or Visa, MasterCard, 
American Express, or Discover 
card data with ad. Please, no 
money orders. We do not Dill 
Readers’ Marketplace ads; they 
must be paid for in advance of 
publication. Your cancelled check 
or credit card bill is your receipt. 


Submit your ad by: 


¢ E-mail: (preferred) 
readersmarketplace@ 
homepower.com; 

e Fax: 541-512-0343; 

¢ Phone: 800-707-6585 or 
541-512-0201 


Help us prevent fraud! Home 
Power Readers’ Marketplace ads 
from individuals must supply serial 
number(s) for equipment being 
sold. Businesses must supply 
published phone number(s) and 
a physical address. While Home 
Power is doing everything we can 
to prevent fraud, we can assume no 
responsibility for items being sold. 


When Karen and | were living with kerosene lamps, we went to our 
local public library looking for a better way to light up our nights. We 
found nothing about small-scale renewable energy. As a result, one of 
the first things we did when we started publishing Home Power sixteen 
years ago was to give a subscription to our local public library. 


If you’d like to do the same for your public library, we'll split the cost of 


the subscription with you. Inside the U.S., you pay $11.25 and we'll pay 
the rest. Outside the U.S., the same offer stands, so call us for rates. 


— Richard Perez, Publisher 


Check with your local library before signing them up. Eligible libraries must be open to the general public. 
PO Box 520, Ashland OR 97520 ¢ 800-707-6585 ¢ 541-512-0201 subscription@homepower.com ¢ www.homepower.com 
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Do you want a renewable energy system, but don't want to install 
it yourself? You deserve a system that meets your expectations and 
budget! A renewable energy professional will design and install a safe, 
code-compliant system, and offer you service and support after the sale. 
Check out the state-by-state installer listings below. 


Home Power does not guarantee the quality provided by the businesses listed below— 
please shop carefully, request references and certifications, and compare. 


Alaska California, cont. 
Remote Power Inc, Greg Egan, President. Licensed EcoEnergies is recognized as Northern California’s 
fe i electrician since 1982. Outback certified field service leading Renewable Energy Experts. We specialize in Solar 
emlolt® technician. MREA trained wind system installer. Design, _ Electric, Cogen, and Wind powered systems. Our entire 
Power installation, sales & service of wind, pv, & hydro systems. Eo~Energies: engineering staff is NABCEP certified and dedicated to 
inc. We have affiliated installers statewide. Bush jobs no problem. unparalleled quality, customer service and customized 
We stock inverters, PV panels, efficient appliances, etc. at our solutions. Start saving Your Money while saving Your world! 
shop near Fairbanks. Call 1-888-257-3639 or 1-907-457-4299 Call for Free Estimate 1.866.765.9463 
Arizona 
Generator Solar & Wind Power Systems Design, ; 
Sales, installation & maintenance. Off-grid & grid-tied, prime Electron Connection Licensed in CA and Oregon. 
www. power or back-up. Complete systems, hybrid systems, or sub NABCEP Certified installer. Serving northernmost California 
gswpowersystems systems & components. We can do it. Covering all of Arizona ™ and southern Oregon. PV, wind, microhydro installs. (800) 
.com 


& dedicated to helping all present & potential customers. 945-7587 email: bob-o@electronconnection.com, www. 
Ralph Odonal, license # ROC203166. (928) 639-2297, (928) 300- electronconnection.com 
4067, altpwrsys@hotmail.com 


Good Power Company, Stand Alone or Grid Tie Empower Energy, Southern CA. We design, sell, install, 
systems for homes, business, solar wells and outdoor & service high quality residential & commercial solar, wind, 
lighting. Solar, wind and motor generator systems. Licensed =a eeewes & hydro systems. Specializing in grid-tied & remote stand 
contractor serving ALL of Arizona. Remote home specialist! ENERGY alone systems in any part of CA. Make renewable energy a 
Free estimates. Call Dave Haycock for prompt courteous part of your home, ranch, or business. Lic. in CA since 1995, 
design, sales, installation and service. (520) 560-3856, (#711993). Cert. SMA & Sharp installer. 818 222-8700, toll free 
espdave@hotmail.com. References. ROC195768 800 494-2366, EmpowerEnergy.net, Info@EmpowerEnergy.net. 
Northern Arizona Wind & Sun, of Flagstaff, Feather River Solar Electric Bill Battagin of 
Arizona, has designed and installed thousands of solar -_ Taylorsville has been designing, installing and servicing 
electrical systems since 1979. Call or email us for a design < ames renewable energy systems since 1982. PV, micro-hydro, 
tal “ahi quote for Residential Utility Tie, Remote Home, Water a hybrids; grid intertie or stand alone systems. CA Elect.l Lic. # 
Pumping, or Telecommunication System at 800-383-0195, a 681552, Outback Cert. Tech. We live and work with RE. 
email windsun@wind-sun.com, or visit our website at http:// Serving Plumas, Lassen, Sierra, Butte Cos. 530.284.7849 
store.solar-electric.com/index.html. Licensed #ROC 089239. frenergy@pslIn.com, www.frenergy.net 
California 
Acro Electric is a full service, turn-key, res.& comm. solar Independent Energy Systems, Serving the 
electric contractor. We design, install, & handle all necessary Santa Cruz/Monterey Bay Area. We specialize in design, 
CEC, utility forms and contracts. Quality installations are i installation and sales of residential/commercial PV systems. 
CRO backed by 32 years electrical experience. Approved by the (WDSPEMceep Our mission is to provide our friends in the community an 
League of California Homeowners (www.homeowners.org) ELST T11ELkes Opportunity to become part of the future in renewable energy. 
ELEGTRIG & Better Business Bureau (www.midcalbbb.org). Free site We are based in Santa Cruz, we love what we do and it shows 
analysis & brochure. (866)711-ACRO *® www.acroelectric.com in our work! Ph: 831-477-0943 or visit www.iesolar.com 
Akeena Solar is the nation's largest residential solar Offline Independent Energy Systems, Since 1983. 
electric installer with two NABCEP-Certified PV Installers on An electrical contracting co., we specialize in utility intertie 
staff. Our design/build services coupled with our complete AFF (with state rebate & net metering) & off grid systems. Owned 
financial analyses, based on actual site conditions, support ee LIN & operated by Don & Cynthia Loweburg in Central CA East 
our growing list of satisfied customers in making the switch of Fresno. Don Loweburg NABCEP Certified Installer. POB 
to clean reliable energy. Serving CA, NJ, MA, RL, CT, & NY. 231, North Fork, CA. 93643, (CA lic# 661052) ph 559 877 7080, 
Visit www.akeena.net or call 888-akeena-8 fx 559 877 2980, ofln@aol.com www.psnw.com/~ofln 
Carlson Solar. has been serving Southern CA since Owens Electric & Solar, Providing quality power 
1988. We are a licensed, bonded, and insured solar-electric 7 solutions since 1964. Full range of energy conservation & 
aes See : : 3 es F 7 ‘3 P ra : : : . 
“AfeiS6n installation company, specializing in both grid-tie and off-grid ® turnkey services including efficiency upgrades & PV solar 
S01- , systems. We are NABCEP certified and take great pride in our L="“=.<! system installations for residential & commercial applications. 
epee a excellent customer service. Saving the environment one house weseweeste: Licensed, bonded, certified, & insured C-10 Electrical 
at a time. Call toll-free 1-877-927-0782 or visit us at _ Contractor (#464389) serving northern CA. 1-877-57-SOLAR. 
www.carlsonsolar.com info@owenselectricinc.com www.owenselectricinc.com 


Solar Wind Works specializes in consultation, 

sales, design, service, & installation of complete RE 
systems. US Distributor for Proven Wind Turbines. 

We supply all components. Grid-connected or grid- 
independent. Truckee, CA 530-582-4503, 877-682-4503, 
NABCEP Certified Installer. CA Contractor’s Lic # 796322 
chris@solarwindworks.com, www.solarwindworks.com 


Cobalt Power Systems Inc. is a full-service, licensed 
installer of PV systems in the SF Bay Area. We offer free 
Bape); Consultations, detailed proposals, professional system design 
& Sun feeenen DY an electrical engineer, expert installations, and competitive 
pricing. We handle all the paperwork for the client, and we 
oversee all inspections. Please contact us at 650-948-9574 or 
www.cobaltpower.com. 
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SC Solar 


Canada 


Energy Alternatives has been serving Canadians for 
over 20 years. A licensed electrical contractor (BC Lics # 
86683) with professional installers throughout Canada. Expert 
consultation & design services, turn-key installed systems 

or DIY packaged system kits. Extensive inventory for fast 
delivery. Visit www.EnergyAlternatives.ca, Call 
1-800-265-8898. Canadian dealer inquiries welcome. 


Colorado 


Burnham-Beck & Sun, Solar & Wind Energy Systems. 
Located in Fort Collins, Colorado, we make site evaluations, 
system designs, and installations in Northern Colorado, 
Southern Wyoming. We drop-ship equipment anywhere in 
the US. Retail products include PV modules, wind turbines, 
inverters, batteries, efficient appliances. 970-482-6924. mailto: 
BurnhamBeckSun@aol.com. www.burnhambeck.com 


Namaste Solar Electric Inc., designs, sells, installs & 


™ services residential & commercial solar electric systems; over 


10 years experience. Grid-tied & stand-alone systems in CO 

= & neighboring states. We live with the technologies we sell & 
we stock our home-tested products. Our guiding principles: 
People, Planet, Prosperity. (303) 447-0300 Fax (303) 443-8855 
www.namastesolar.com ray@namastesolar.com 


Solar Solutions Ltd. provides photovoltaic, wind & 
hybrid power systems & components for stand alone systems, 
erid tied, RV’s & remote water pumping. Committed to 
providing the highest quality service & customer satisfaction. 
A proud member of Colorado SEIA and a lifetime member of 
the Colorado RE Society and ASES. Xantrex Certified Dealer. 
888 44solar or 888 447-6527 www.solarsolutions.com 


Connecticut 


Akeena Solar is the nation's largest residential solar 
electric installer with two NABCEP-Certified PV Installers on 
staff. Our design/build services coupled with our complete 
financial analyses, based on actual site conditions, support 
our growing list of satisfied customers in making the switch 
to clean reliable energy. Serving CA, NJ, MA, RL CT, & NY. 
Visit www.akeena.net or call 888-akeena-8 


Florida 


ECS Solar Energy Systems (tel) 352-377-8866 www. 
ECS-solar.com / tom@ECS-solar.com We service FL, the 
Caribbean and the Southeastern U.S. FL's first solar contractor 
since 1977. Solar pool heating, hot water, and electric systems 
—commercial & residential. Solar lic. # CVC056643 Florida 
state certified for "grid-connected" systems. Contact us now 
to receive a free solar informational booklet. 


Mexico 


SC Solar designs /installs PV systems—residential, US 
military, solar lighting, water pumping, traffic management 
power systems. Solar thermal & micro hydro. Custom UPS 
systems for off grid. Installation area: NC, SC, VA, GA, TN, 
& Mexico. For more info & credentials: 803-802-5522 www. 
scsolar.com CCR# & Cage Code #15SLJ5. 


Michigan 


Backwards to the Future Ltd, installing, designing 
and supplying solar equipment since 1986. OEM supplier of 
evacuated tube heat pipe technology for DHW & hydronic 
heating. Systems building integration by joint venture with 
registered architect. State licensed residential builder & solar 
mechanical contractor. POB 409 Fennville MI 49408 

tel: 269 2366179 email: info@BTFsolar.com www.BTFsolar.com 


Minnesota 


Innovative Power Systems: The leading provider of 
solar-electric & solar thermal systems in the Twin Cities. IPS 
sells, designs, installs, & services solar systems. 2 NABCEP 
Certified Installers on staff. Since 1990, we have been helping 
homeowners, businesses, and community organizations make 
the transition to clean, ubiquitous energy. www.ips-solar.com. 
612-623-3246. info@ips-solar.com 


Nontana 


Oasis Montana Inc: Designs, sells, & installs renewable 
energy power systems in North America and also offers 
efficient and gas appliances. Our engineer Dan Healy is a 
NABCEP Certified Installer. Toll-free: 877-OASISMT or 877- 
OASISPV. Web sites: www.oasismontana.com, 
www.erid-tie.com, www.PVsolarpumps.com. E-mail: 
info@oasismontana.com 
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Montana, cont. 


Planetary Systems, Inc. In business 10+ years. 
Sales/design/installation of complete RE electrical, water & 
hydronic heating systems. Our patented RE “Power Package” 
simplifies installation & reduces costs. Can be shipped 
nationwide & installed locally. CAD schematic system 
drawings/technical support provided. Xantrex Certified 
Dealer. Phone (406) 682-5646, www.planetarysystems.com 


Nevada 


Alternative Ener y Solutions, Reno, Nevada. We 
design, sell, install and service PV, wind, off grid and grid tie 
RE systems, Nevada State Licensed and Bonded Contractor, 
NABCEP PV Certified Installer. Xantrex / Trace Authorized 
Service Center, Xantrex Certified Dealer, Outback Factory 
trained field service technicians and Certified Uni-Solar field 
laminate installer. 775-857-1157 toll free 1-866-491-SOLR 


Solar Unlimited, Inc. serves Nevada’s Renewable 
Energy design, sales, service, and installation needs, including 
PV, wind, net-metering and off-grid systems. We are 
authorized dealers for Solarwall, Gillette, Xantrex, Outback, 
African Wind Power and more. Licensed and insured. Call 
toll free 866-SOLAR99 or visit www.solarunlimited.net. 


Solar Wind Works specializes in consultation, 

sales, design, service, & installation of complete RE 
systems. US Distributor for Proven Wind Turbines. 

We supply all components. Grid-connected or grid- 
independent. Truckee, CA 530-582-4503, 877-682-4503, 
NABCEP Certified Installer. NV Contractor’s Lic # 59288. 
chris@solarwindworks.com, www.solarwindworks.com 


New Hampshire 


Sunweaver Incorporating innovative technologies 

for power, water and heat. Encouraging knowledge and 
direction towards resource responsible solar living. Installing 
in New England and the Caribbean since 1985. www. 
sunweaver.org. mailto: info@sunweaver.org 

603-942-5863 Showroom hours: Monday-Saturday 1lam-6pm 


New Jersey 


Akeena Solar is the nation's largest residential solar 
electric installer with two NABCEP-Certified PV Installers on 
staff. Our design/build services coupled with our complete 
financial analyses, based on actual site conditions, support 
our growing list of satisfied customers in making the switch 
to clean reliable energy. Serving CA, NJ, MA, RI, CT, & NY. 
Visit www.akeena.net or call 888-akeena-8 


New Mexico 


Direct Power and Water Corp designs, engineers 
and professionally installs turn-key solar electric systems for 
remote homes/log cabins, commercial, telecommunication, 
and water pumping applications. Our staff Design Engineer 
Daniel Duffield & Master Electrician EE98J Dave Hammack 
have over 30 years experience and live by PV. References 
provided. Contact us @ (800)260-3792 www.directpower.com 


Positive ele) Inc. High quality renewable power 
systems. Licensed, bonded, and insured electrical contractor 
serving Santa Fe and northern NM. Owner Allan Sindelar 
is NABCEP certified and is a certified dealer /installer for 
Xantrex, Outback, and Sunnyboy. 505 424-1112. 

E-mail: info@positiveenergysolar.com. 

Website: www.positiveenergysolar.com 


New York 


Akeena Solar is the nation's largest residential solar 
electric installer with two NABCEP-Certified PV Installers on 
staff. Our design/build services coupled with our complete 
financial analyses, based on actual site conditions, support 
our growing list of satisfied customers in making the switch 
to clean reliable energy. Serving CA, NJ, MA, RI, CT, & NY. 
Visit www.akeena.net or call 888-akeena-8 


Solar & Wind FX Inc. NY’s only Off-grid Design & 
Training Center, where a client can see the latest RE & Green 
building technologies. A family owned, full service company 
focusing on Western NY that provides site evaluation, design, 
installation & the all important, service after the sale. Member 
of NESEA & NYSEIA, SEI alumni & a NYSERDA installer. 
585-229-2083, solarandwindfx.com 
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New York, cont. 


Suntric Renewable Electric Systems, Experienced, 
qualified installers of photovoltaic, wind, and micro- 

hydro stand alone systems. Located on the western end 

of the Adirondack Park in northern New York State. Site 
evaluations, design consultations, sales and service. Off grid 
since 1976. Edwin & Pamela Falk, 6920 Abbey Road, Lyons 
Falls, New York 13368 ¢ 315-348-6893 


North Carolina 


Solar Village Institute, Inc..NC’s premier solar, wind, 
micro-hydro dealer-installer-educators. Off-grid since 1992. 
Top quality, pro work, guaranteed. NC, SC, VA, GA, AK. 
Specializing in Wind/Solar hybrid off-grid systems. New / 
remodels. Christopher W. Carter, Pres. SEI alumni, Xantrex 
Cert. dealer. David Del Vecchio, installation manager. 
www-.solarvillage.com, chris@solarvillage.com, 800 376 9530 


Ohio 


REpower Solutions: Northeast Ohio’s renewable 
energy provider for home and business. Design, 

installation, and education for PV and wind systems. 
NABCEP Certified Installer. Xantrex Certified Dealer. 

e-mail: power@repowersolutions.com. Website: www. 
repowersolutions.com. P.O. Box 91992, Cleveland, OH, 44101. 
216-402-4458. 


Third Sun Solar & Wind Power, Ltd. is Ohio’s 
leading renewable energy contractor. Complete design and 
installation of off-grid, utility tied, PV and wind systems 
in OH, KY, IN, IL, MI, PA, WV. Owner Geoff Greenfield is 
NABCEP Certified Solar PV Installer. We are committed to 
excellent customer service & the highest quality systems. 
www.third-sun.com. (740) 597-3111. 


Oregon 


Electron Connection Licensed in CA and Oregon. 
NABCEP Certified installer. Serving northernmost California 
and southern Oregon. PV, wind, microhydro installs. 

(800) 945-7587 email: bob-o@electronconnection.com, 
www.electronconnection.com 


Mr. Sun Solar: Since 1980, the Northwest's leading 
solar installer. Over 1,200 projects including solar hot water, 
solar pool heating, solar attic fans, and on- and off-grid PV 
systems. Dealer for Sol-Reliant™, The Solar Water Heater 
Built to Last - OG-300 and Bright Way™ approved. Phone: 
(888) SOL-RELY (888-765-7359). Web: www.MrSunSolar.com 
and www.solReliant.com 


Pennsylvania 


Appalachian Wind Systems, LLC has been serving 
PA, WV & MD for 6 years. Distributor for Cyclone wind 
turbines, Synergy wind turbines, Sun solar panels, LED 
lighting, stand alone & grid tie inverters and other products. 
Site evaluations and financial analyses. We also sell, service & 
install 10-60 meter NRG meteorological towers & first stage 
wind analysis. For more information, call 724-452-0326 


South Carolina 


SC Solar designs/installs PV systems—residential, US 
military, solar lighting, water pumping, traffic management 
power systems. Solar thermal & micro hydro. Custom UPS 
systems for off grid. Installation area: NC, SC, VA, GA, TN, 
& Mexico. For more info & credentials: 803-802-5522 www. 
scsolar.com CCR# & Cage Code #15LJ5. 


Texas 


Meridian Energy Systems specializes in the design 
and installation of high quality solar and wind energy 
systems throughout the State of Texas...and beyond. Factory 
trained technicians and NABCEP Inaugural Certificant on 
staff. Visit our website www.meridiansolar.com or call 
toll-free: 512-448-0055 


North Texas Renewable Energy Inc. North Texas’ 
premier solar and small wind energy service. Complete 
system design and installation. Available service contract 
Independence-Reliability—Conservation. Jim Duncan 
answers@NTREI.com 817.917.0527 


DTI 


Photovoltaic 
Systems Co. 


Utah 


Solar Unlimited, Inc. Southern Utah’s leading design, 
sales, service and installation professional for all your 
alternative and Renewable Energy needs, including PV, wind, 
net-metering or off grid systems. We are authorized dealers 
for Solarwall, Gillette, Xantrex, Outback, African Wind Power 
and more. Licensed and insured. Call toll free 866-SOLAR99 
or visit www.solarunlimited.net. 


Vermont 


Vermont Solar Engineering has provided the 

finest in renewable energy throughout New York and New 
England, since 1991. We design, install, and support solar 
electric, wind electric, and solar hot water systems. 

K. Herander, NABCEP™ certified installer. Xantrex Certified 
Dealer. NYSERDA eligible installer. Vermont Solar and Wind 
Partner. www.vermontsolar.com 1-800-286-1252 


Virginia 


Dunimis Technology Inc. Providing alternative 
energy systems since 1992. NABCEP certified solar 
technicians on staff. We specialize in the more demanding 
upscale off-grid residential & commercial installations. 
Installations completed in ID, TX, PA, NJ, NC, VA, and WV. 
P.O. Box 10, Gum Spring, VA 23065, Phone 804-457-9566, 
jryago@wwjv.net., www.pvforyou.com 


Washington 


Mr. Sun Solar: Since 1980, the Northwest's leading 
solar installer. Over 1,200 projects including solar hot water, 
solar pool heating, solar attic fans, and on- and off-grid PV 
systems. Dealer for Sol-Reliant™, The Solar Water Heater 
Built to Last - OG-300 and Bright Way™ approved. Phone: 
(888) SOL-RELY (888-765-7359). Web: www.MrSunSolar.com 
and www.solReliant.com 


Power Trip Energy Corp. “Craft Your Personal Energy 
Policy” Electrical contractors specializing in renewable energy 
& a holistic approach to your power needs incorporating 
complete wiring packages & efficiency analysis. We serve 

all of Washington, grid-tied & off-grid, residential & 
commercial. www.powertripenergy.com, (360) 643-3080, 
info@powertripenergy.com, WA Cont # POWERTE964JN. 


Seraphim Energy, Inc. Full service electrical contractor 
serving the Columbia River Watershed. We specialize in 

on and off grid wind, sun and water powered systems, 
meeting all your design, installation and procurement needs. 
From 100W to 100GW, plug into Seraphim Energy. WA# 
SERAPEC971MG, 800.265.6288, www.seraphimenergy.com, 
re@seraphimenergy.com 


SolarWind Energy Systems, LLC P.O. Box 1234, 
Okanogan, WA 98840 (509) 422-5309 www.solar-wind. 


, us WA Cont. # SOLARES983RQ. Serving Eastern WA & 


Northern ID grid-tied & off-grid RE systems. Solar PV, wind, 
solar hot water, remote stock watering. Design, installation, 
service, maint. Solar Energy International (SEI) trained. Lic. & 
bonded. bclark@solar-wind.us or jmartin@solar-wind.us 


Wisconsin 


Great Northern Solar, In business since 1988. NABCEP 
certified. “Waking the Northland to renewable energy & 
sustainable living!” We install PV, wind and microhydro 
systems. Large focus on education—workshops on residen- 
tial and commercial installations available. MREA instructor. 
Chris LaForge at 715 774-3374, email: gosolar@cheqnet.net 
77480 Evergreen Rd Ste #1 Port Wing, 54865 


Photovoltaic Systems Co., since 1980 we have been 
designing, installing and servicing solar electric systems 
statewide in WI. NABCEP Certified Installer, Xantrex certified 
dealer & authorized service cntr.; MREA instructor teaching 
basic thru advanced PV systems workshops. James Kerbel 
7910 hwy 54 Amherst Wi. 54406 715-824-2069 PVSOLAR@ 
wi-net.com 


RE Installer? Get Listed. 


Our readers continue to look to Home Power for referrals to 


RE installation professionals in their area. 


For more information or to get your business listed in HP’s 
installers directory, e-mail advertising@homepower.com 


or call 541.512.0201. 
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Lowest Price Ever! 


Get all available back issues (73) for $100! 


or, #1-99: $5.95 each, #100-present: $8.95 each 
All prices include shipping. 


' Issue 108 
Aug/Sep 2005 


Passive Cooling Strategies ¢ Pole Mount 
Installation—Part 1 «© The Good Life 
Prius+ © Solar Hot Water Batch Heater e 
Passive Solar Earthship ¢ And more! 


| Issue 107 
Jun/Jul 2005 


Zero Energy Home ¢ Cordwood Building 
e Making Biodiesel ¢ Solar Hot Water 

: for Beginners * Rainwater Catchment e 

| "= Solar RV e And more! 


issue 106 
Apr/May 2005 


Island Getaway ¢ Grid-Tie Inverter 
Showcase ® PV Design Choices e 
Ram Pump e DIY Solar Fountain ¢ SIP 
Building ¢ And more! 


Issue 105 
Feb/Mar 2005 


Tools of the Trade ¢ Solar Design 
Blunders ¢ Wind Tower Basics e 
Microhydro Intro—Part 3 ¢ Tankless Hot 
Water ¢ Ford Hybrid SUV e And more! 


issue 104 
Dec/Jan 2005 


Solar in Brooklyn ¢ Solar-Electric Basics 
e Green Building Top 10 ¢ Microhydro 

Intro—Part 2 ¢ Choosing a Fridge ¢ Solar 
Hot Tubbing « Pedal Power ¢ And more! 


Issue 103 
Oct/Nov 2004 


Pete Seeger Picks Solar ¢ Microhydro 
Intro—Part 1 ¢ Adobe Building Primer 

e RE Financing ¢ Masonry Heaters e 
Washing Machine Spin-Off « And more! 


Browse our back issues at www.homepower.com/archive 


Order online or call 800-707-6585 or 541-512-0201 


www.homepower.com 


Internet-based distance courses year-round 
®ractical skills workshops offered in the US and Mexico 
Wisit the Solar=On-Line website for schedule and details) 


For current schedule 
of On-line Courses & Workshops 
www.solar-on-line.org 


SoL @SoLenergy.org 720-489-3798 


See Happenings in this issue for the 2004 schedule of courses. 
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Bringing the finest in teadndlony, equipment, and 
knowledge to the northern midwest. 


Working to deploy Renewable Energy Systems since 1988. 
All major manufacturers equipment on hand. 
Educational opportunities available. 


an Great Northern Solar 
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NABCEP Certified installer) =". Se") LE 5 “Eh 


77480 Evergreen Road, Suite #1, Port Wing, WI 54865 
(715) 774-3374 * gosolar@cheqnet.net 
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Kyocera SolarInc 20 

Lorentz GMBH & Co. KG 79, 89, 
115 

Magnetek 21 
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Mike’s Windmill Shop 78 
Morningstar 111 
MREA Workshops 95 
National Solar Tour 79 
New Horizon Corp 62 
New Society Publishers/ 

Superbia 68 
North American Board of Certified 

Energy Practioners 54 
Northern Arizona Wind & Sun 95 
Northwest Energy Storage 64 
Offline 115 
OutBack Power Systems IBC 
Planetary Systems Inc 89 
Powertech Solar 77 
Pulse Genetech 68 
PV Powered 47 
Quick Start Specials 114 
Rae Storage Battery Company 117 
RightHand Engineering 100 
San Juan College 94 
Simmons Handcrafts 105 
SMA Americalnc 4 
Solar Converters 57 
Solar Decathlon 44 
Solar Depot IFC 
Solar Dish 78 
Solar Energy International 
Solar Pathfinder 78 
Solar Wind Works 101 
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Solar1 Welcome Aboard Special 
Solectria Renewables 26 
SOL-Solar-On-Line 127 

105, 121 
Southwest Windpower 65 


Southwest Solar 


Staber Industries, Inc. 111 
Steca GmbH 71 

Sun Electronics 39 

Sun Frost 100 

Sun Pipe 69 

Sun Pumps 71 

Sun Spot Solar 103 
SunDanzer 95 

SunEarth Inc 114 

SunWize 47 

Surrette Battery 6 

TCT Solar 77 

Thermomax 39 
Thermomax & Thermo Tech 57 
Trojan Battery 69 

U.S. Battery 5 

UniRac 55 

Wattsun (Array Tech Inc) 71 
Windstream Power Systems 97 
Writing for HP 110 

Xantrex 1 

Zephyr Industries Inc 105 
Zomeworks 89 
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Leading the revolution ! 


with 26 years of solar experience 


Residential Solar Electric Solar Electric Systems 
SR > | Solar Hot Water Systems 
Se SCS solar Pool Heating Systems 


© Utility-tied and Off-Grid Systems 
(© Network of Authorized Dealers 
(©) Team of Engineers / Technicians 
(©) Complete Pre-packaged Systems 
Large Inventory in 3 Locations 
©) Assistance with Rebate Filing 


ae 


Commercial Solar Electric Solar Water Pumping 
| Complete Packages 
Agricultural / Residential 


Homeowners call us 800.822.4041 
for a referral to an authorized installer 


www. solardepot.com 
Petaluma Sacramento Corona 
240 Holm Rel. 8605 Folsom Bled 27-4, Commerce St. 
Petaluma, CA 54954 Sacramento, CA 95826 Corona, CA 92880 
BOO A2?-4041 BOO 321-0101 BOD 680-7922 
Pid Op Soler 


True System 
Communication 


We understand that effective communication is critical to success. 


That is why all of the power conversion products from OutBack incorporate system communications 
capabilities standard. Each part of the system from the inverter/chargers to solar charge controllers 
constantly exchanges information. This keeps your system running at its optimal performance while 
enabling you to monitor and control it via a single remote display. The result is a tightly integrated 
solution unlike anything else available. 


This is just another example of the engineers at OutBack Power Systems driving innovation in the 
alternative energy industry. 


Ciut Back 


Support your local dealers and installers ower Systems: 


19009 62nd Avenue NE, Arlington, WA 98223 


Telephone: 360.435.6030 + Fax: 360.435.6019 
www.outbackpower.com 
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www.bpsolar.us 


